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NOV 4 1903 PKEFACE. r. 

1 >-The number of English books dealing with the theory and 
/h ^construction of continuous-current dynamos is already by no means 
v^ inconsiderable, and includes many excellent works — such as those of 
Oiflbert Kapp and Prof» S. P. Thompson. In order to justify the 
publication of the present volume, a brief sketch of its special 
•characteristics, together with some account of the purposes which it 
is intended to serve, may not be out of place. 

The general and theoretical education of electrical students in 
England and the United States, however excellent it may be, can 
hardly be expected to produce finished electrical engineers. Indeed, 
the problems which occur in practice are not of a kind to admit of 
introduction into a college curriculum, where the main object must 
be to impart a theoretical education as complete and many-sided as 
possible. Thus the student's term of learning is by no means ended 
when he enters into the sphere of practical work ; indeed, it may be 
said to have only then commenced, since he is then for the first time 
thrown on his own resources. On the other hand, anyone who has 
taken this step will remember the difficulty of the transition, and how 
much valuable time was lost before he made himself at home in his 
new sphere. 

In order to lighten this task, the author has in the present volume 
brought together all those practical formulae which are indispensable 
for the construction or critical examination of continuous -current 
dynamos. The applications of these formulae are fully explained 
by the aid of numerous numerical examples. The text is further 
supplemented by a large number of illustrations, representing in detail 
machines which have been actually constructed. It is hoped that the 
tabular matter and descriptions of these machines will serve to increase 
the critical knowledge of the reader. 

There remains the agreeable task of expressing my best thanks to 
the various firms, both English and foreign, who have most kindly 
placed drawings and tables at my disposal. I venture to express the 
hope that it will be possible for me in a later edition to devote greater 
attention to English and American machines. 

J. FiSHBR-HlXNEN. 

Le Raincy, S.-et-O., 

France. 
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ERRATA. 



Page 14, line 4 from bottom, for ** C / B ergs/' read 
" C / B dynes." 

Page 17, line 6 from bottom, for " 10^ absolute ergs," read 
'* 10^ ergs per second." 

Page 33, line 5, for ^^ ~ ^ ^> read ^^ ^ ^ ^' 

P P 

Page 44, last line, read " s = sectional area," etc. 

Page 49, line 4, for '* Elektrotechnishe/' read " Elektro- 
technische," 

Page 49, line 19, after *' somewhat larger," read " To be 
quite safe we will take fj = 0*003." 

Page 61, line 7 from bottom, for ** Zimmermann," read 
" Timmermann." 

Page 62, equation (46), for — ^ x watts lost ^ ^^^^ 

surface (i x 0*3 Jv) 

645 X watts lost 



surface (i + 0*3 Jv) 

Page 68, line 3 from bottom, for ** A = . • . ," read 

** h = " 

'• • • • • 

Page 69, line 4 from bottom, for " equation (41)," read 
"equation (49)." 



Page 76, line 6, for "w," read "A." 

Page 79, 3rd line in column, under N„ for "38," read "58." 



ZIV. ERRATA. 

Page 85, in Fig. 52, for " ohms lost," read " ohmic loss." 

r 

Page 88, line 6, for "two thin," read "too thin." 

Page III, line 4, for " 10 per cent.," read " 10 per 1,000." 

Page 119, Fig. 70, for " Cg," read " Ig." 

Page 260, line 11, for "Table XL," read "Table XII." 

Page 273, lines 9 and 11 from bottom, for "hneal inch," 
read "linear inch." 

Page 276, line 18, for " Table XIII.," read " Table XII." 

Page 322, line 10, for " N," read " Nw" 

Page 322, line 11, for " N," read " Ni." 

Page 398, heading of third column of table, for " Loss in 
machinery," read " Loss in machining." 
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NOTE. 



It may be well to remark that the quantity termed the 
specific resistance on page i8, the values of which are given 
in Table I., page 409, is the resistance of a wire i m. 
long and i sq. mm. sectional area. Its value is therefore 
equal to 10* times the quantity generally termed the specific 
resistance — i.e,, the resistance between opposite faces of a 
centimetre cube of a substance. 
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CHAPTER I. 

General Theoretical Considerations, and Principles 

OF Dynamo Construction. 

A. Formation of Eleetromagnets. 

Magnetic lines of force are generated around any conductor 
through which a current is passing, and the conductor forms,, 
as it were, the axis of the lines. 

Whether, however, we are justified in assuming any real 
movement along the lines of force is a question as yet undeter- 
mined. It is more probable that the lines of force after 
their generation are motionless, but for simplicity of explana- 
tion it is very convenient to assume an encircling movement. 

The phenomena produced by lines of force are easily seen 
if we duly examine the space in close proximity to the 
conductor. Thus, if an insulated conductor is wound round 
a magnetisable body, such as an iron rod (Fig. i), the iroa 
core will, during the passage of a current through the 
conductor^ act as a magnet. Such a magnet is called an 
electromagnet. The electromagnet has properties similar 
to those of an ordinary permanent magnet. 

Certain conventions have been agreed upon in regard to 
electromagnets. The end at which the lines of force are 
assumed to leave the iron is called the north pole, and the 
end at which the lines are assumed to enter the iron is called 
the south pole of the magnet. The current in the conductor 
wound round the iron core is in the same direction as the 
hands of a watch when a person is facing a south pole, and 
in the opposite direction to the hands of a watch when 

I 



2 CONTINUOUS CURRENT 

facing a north pole. The latter rule was first suggested by- 
Ampere. 

The measure of the strength of magnetisation is determined 

by the number of lines passing 

through unit surface. The unit 

,-".V^>y i *^-"-. surface adopted in scientific works 

' '' ,' --"*-'>''' "^ '-^ is usually a square centimetre. 

/ / \ \ Thus the unit of magnetisation 

; ; \ ' is one line through a square cen- 

\\ I ; timetre. 

*, \ ,' ; The unit pole radiates 4 t lines 

\ \_ -' / of force, for the surfece area of a 

., "*• •' , sphere of i cm. radius is 4 t square 

' - ' centimetres, and it consequently 

^"'- ■■ follows that 4 TT lines of force pass 

normally through the entire surlace. 

Thus, the total number of lines of force which issue from 

a pole of strength P is 4 ■»■ P. 

The magnetising or, as it is called, the magnetomotive 
force of the current will be increased if, instead of one turn, 
a greater number of turns of the conductor be wound 
continuously round the iron core. 

Let C represent the current in amperes which passes 
through the coil ; 
L be the length of the coil in centimetres ; 
N be the number of turns of the conductor rouod 

the iron core; {-xvovm. t-* ."(,,''''■ 

then the magnetomotive force, will be — 

H-tJr.CN (J) 

10 L 
The number of lines of force per square centimetre in the 
interior of the coil will be 

B = ^H (2) 

where the coefficient ^ represents the '* permeability " or 
magnetic conductivity of the medium enclosed in the coil. 

If the coil contains no iron, but only air or other non- 
magnetic substances, then p. = \. 

The permeability of iron varies with its saturation — that 
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IS, with the density of the lines of force passing through it. 
•Generally, according to the degree of saturation, the perme- 
ability of iron varies between 50 and 200 times that of air- 
Suppose a coil to have a sectional area of S square centi- 
metres, the total number of lines of force will be 



'Or, more generally. 



^ = ur . Sm . c N (3) 

10 L 



*-S# <4> 



where R stands for- magnetic resistance. 

The factor C N is, in general, expressed by the term 
"ampere-turns." While the product C N has a constant 
value, the magnetomotive force remains constant, no 
matter how the respective values of C and N may vary. 

The space surrounding a magnet wherein lines of force 

•exist is termed the magnetic field of the magnet. This 

•expression, however, is sometimes restricted when speaking 

of a dynamo, and refers only to the space between the two 

poles. 

If a magnet is bent so that its poles come directly opposite 
•one another, with their faces parallel, it may be assumed the 
lines of force distribute themselves uniformly over the pole- 
faces. This corresponds to the conception of a homogeneous 
magnetic field (Fig. 10). (For the study of questions con- 
nected with lines of force, see the work of H. Ebert, " Lines 
of Force.") 

The field of a dynamo is homogeneous only so long as 
the armature is open-circuited, and provided the poles are 
bored concentric to the armature. 

B. Phenomena of Induetion. 

I. Generation of E.M.F.*s and of Currents, 

If we place a wire within a tube made from metal of 
high conductivity, connecting the two free ends of the wire 
to the terminals of a galvanometer (Fig. 2), on sending a 
current through the' tube lines of force will be generated 
•encircling both that and the conductor within it. At the 

1* 
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instant the lines of force come into existence, a deflection: 
of the galvanometer is observed. The current which pro- 
duces this deflection endures only for the time during. 

which the strength of the current 
in the tube varies, so producing 
an alteration in the number of 
hues of force generated. Calling 
the current along the tube the 
magnetising current, if this is 
kept constant during an appre- 
ciable time, then the induced 
current ceases. Any change in 
the magnetising current produces • 
a corresponding change in the 
number of lines of force, andi 
thence an induced current ; this current is indicated by 
the galvanometer. Increase of magnetising current means- 
increase in the number of lines, and the more quickly 
these lines increase in number the greater will be the 
strength of the induced current. 

In general, the E.M.F., e, induced in the secondary circuit: 
at any instant will be given by the equation 




Fig. 2. 



e -•= _r 

dt 



(5) 



When the number of lines of force passing through a 
circuit either increases or decreases in a regularfmanner, so 
that we may consider the rate of increase or decrease as 
constant over a small interval of time, A i, the induced E.M.F. 
may be easily determined if we know the number of lines, 

^o> ^i> ^2> ^3> etc., 
corresponding to the times, 

o, A ^, 2 A /, 3 A /, etc. 
Thus we shall have 



A/ 2 A^ 



-S etc. 



Similar phenomena of induction result when a'x:onducting 
circuit is moved about in a stationary but irregular magnetic 



field, since the number of lines of force enclosed by the 
circuit will vary from moment to moment. The formula: 
already given will obviously apply to this case also, since their 
validity in no way depends on the manner in which the 
modification of the number of lines of force passing through 
the circuit is produced. The actual value of the E.M.F. at 
any instant may be easily calculated as follows : Instead of 
considering the circuit as a whole, let us suppose it to consist 
of two separate wires, and 
determine in what manner 
the variation of the total 
number of lines included in 
the circuit is related to the 
rate at which the lines are 
being cut by the separate 
conductors. 

Kii;, 3, Let us suppose, for exam- 

ple, that a conducting circuit 
is moved in the field, of which a section is sketched in Fig. 3, 
•with a velocity of v centimetres per second. 

Let / be the length of either wire, perpendicular to the 
plane of the paper, whilst B and Bj denote the density of 
the lines <per square centimetre) at the positions a and b 
respectively. 

Taking A t sufficiently small, we might consider the density 
of the lines to be practically constant for points between 
a and d, (where aa^—v A i), and similarly for b and b^. 

The number of lines of force included by the circuit will 
therefore, during the interval A^ be increased by 

V AtlB, 
and decreased, during the same interval, by 
vAtlBj. 
Consequently, the effective variation will be given by 
« Ai/(B - B,), 
«rhich, in its turn, corresponds to an E.M.F. of 

,..A»(B-B.),^,(3_B_) (5) 

A t 
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The equation (6) shows also in what manner the inducecJ 

E.M.F. may be calculated when a single conductor is moved) 

about in a magnetic field. In this case we may take Bi= o,. 

whence 

e ==vlB (7) 

When a circuit comprises a certain number, N, of turns,- 
the above results must be multiplied by N. The E.M.F. may 
be converted into volts by dividing by lo^ (see p. 17). 

We have avoided, up to the present, making any mention 
of the strength of the induced current. It may be easily 
seen that under certain circumstances the induced E.M.F. 
might exist without being accompanied by any current, just 
as water may be subjected to a hydrostatic pressure without 
any flow resulting. 

If we connect the two ends of the movable conductor by 
means of a second conductor, which latter, however, is 
beyond the inductive influence of the lines of force, in the 
circuit thus formed we shall obtain a current, the strength,. 
C, of which is directly proportional to the pressure E, and 
inversely proportional to R, the sum of the resistances off^ered 
by the completed circuit : 

C = § (Ohm's law) . . . (8) 
R. 

The work done during the passage of this current for 
one second is given by the formula : 

C E = C^ R = ?J (Joule's law) . • (9) 

R 

Multiplying both sides of equation (7) by C, we get on the 
left hand an expression equivalent to the electric work done 
in unit time, and on the right the product of a quantity 
V (which represents the length of path traversed in unit 
time by the conductor), into C / B, which latter, therefore, 
represents the force acting on the conductor. 

The direction of the induced current is easily ascertained 
by using Faraday's rule : 

"If one imagines himself in a magnetic field so that the 
lines of force enter at the feet and issue at the head, when 
looking in the direction of the movement the flow of the 
induced current will always be from left to right." 
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The positive direction along a line of force is universally* 
defined as that in which a N magnetic pole would move 
if placed in the field. Consequently, a magnetic needle when 
placed in a magnetic field will set itself with its N pole 

pointing along the positive 
direction of the lines of force 
at the place where it is 
situated. 

If we accept the convention 
that the generation of lines of 
force round a conductor pro-, 
duces an E.M.F. in that con- 
increasing Flux. Decreasing Flux. ductor, we get a simple rule 
Fig. 4, for the direction of current 

flow : Looking towards a coil 
in the positive direction along the lines of force j then, if the 
number of lines of force enclosed by the coil is diminishing, the 
current in the coil will have the direction of the hands of » 
watch (Fig. 4). 

When a single wire is considered, we can always suppose 
that it forms part of a closed circuit, and the above method 
may be followed. 

2. Dynamo-Electric Machines. 

After having in the preceding pages treated of the most 
important laws relating to electromagnetic phenomena, we 
shall now occupy ourselves with some details relating to the 
methods by which such phenomena may be utilised for 
industrial purposes. 

The fact that the construction of dynamos preceded by 
some score of years a correct theory of their working has 
acted prejudicially to their development, since each step that 
has been made toward better construction has cost much time 
and labour, and often the results of experiments have been 
misunderstood owing to the ignorance which reigned in regard 
to fundamental principles. It would be most interesting to 
follow the steps by which the state of perfection obtaining at 
the present day has been reached ; but the limits prescribed 
for this work would not permit us to enter into the details 
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of such a history. We will therefore at once devote our- 
selves to the study of the continuous-curreot dynamo as it 
at present exists. 

However different continuous-current dynamos may be in 
their forms, their windings, and their modes of construction, 
they all possess the following features in common — viz., a 
stationary magnetic field, together with an armature and 
commutator which revolve. 

An E.M.F. is produced in the armature windings by the 
variation in the number of lines of force threading the circuit 
at any instant. All attempts hitherto made to use a fixed 
armature and to revolve the field magnets, have miscarried on 
account of the other complications which were thus intro- 
duced. 

We must first of all examine how the laws of induction 
already given may be applied to a circuit turtting in a 
magnetic field. 

In Fig. 5, N S represents the magnetic field, A the armature 
which revolves, and on which we may suppose for the moment 
that a single turn is wound. 
The armature consists of a 
ring composed of insulated 
discs of iron. We shall see 
later the importance of this 
insulation of the iron discs. 
_ i Since iron offers to the pas- 

sage of lines of force a re- 
sistance very much smaller 
than that of air, nearly all 
the lines leaving the N pole 
will traverse the iron of the 
armature. Let us consider 
KiG. 5. the distribution of these 

lines over the surface of 
the armature ; we shall find that the greatest density of 
lines occurs between the polar surfaces and the armature 
core. This is due to the fact that in this situation the 
distance traversed by the lines in air is a minimum. Further, 
the field between the pole-pieces and the armature core is 
homogeneous. On the other hand, outside the angles of the 
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pole-pieces, b, d, /, h, the density of the lines decreases very 
rapidly, and becomes equal to zero at the neutral line, a, e. 

Let B represent the density of the lines of force at any point 
on the periphery of the armature. 

When the armature, together with its windings, is set in 
motion, the induction through the coil is constantly modified. 
•Consequently an E.M.F. is induced in the coil, its instan- 
taneous value being given by equation (7) — viz. : 

vlB 



e = 



10 



8 



In the present case 



V 



D TTfl 



-where D is the diameter of the armature in centimetres, and n 
is the number of revolutions per minute of the armature. We 
may further remark that when the armature revolves in the 
sense indicated, the induction through the coil increases from 
g to a and from c to e, whilst it decreases from atoc and from 
e to g. But whilst in passing through the points a and e the 
direction in which the lines of force pass through the circuit 
remains unaltered, this direction changes on passing through 
the points c and g. Consequently, during a complete rotation, 
the induced current will twice change in direction — viz., at the 
points a and e. 




Fig. 6. 



When the E.M.F. for different positions of the armature 
are plotted on a diagram, a curve similar to Fig. 6 is 
obtained. 



10 
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In order to transform the resulting alternating current into sl 
current always flowing in the same direction, or a contintwus 
curre7Uy Pixii made use in 1832 of a commutator^ which has 
since been greatly improved. 

The most simple form for a commutator* consists essentially 
of two contact-pieces, turning with the armature, and con- 
nected respectively with the extremities of the coil ; the 
current is carried away by means of two fixed brushes- 
The position of these brushes should be such that they 
pass from one contact-piece to the other at the moment 
when the current is reversed (Fig. 5). In the arrangement 
shown in Fig. 5 the coil cuts only half the lines of force 
leaving a field-magnet pole. But the coil may equally well 

be wound around the entire 
armature, as is suggested by 
Fig. 7. 

The arrangement shown in 
Fig. 5 has received the name 
of a ring winding, whilst one 
similar to Fig. 7 is called a 
drum winding. 

It may be remarked, in 

passing, that in the case of a 

drum winding the brushes will 

generally occupy a position 

different from that appertaining^ 

to a ring winding. This rule, however is not absolute, since 

we may easily turn the commutator through a right angle with 

respect to the armature windings. 

Commutators with only two contact-pieces, or sections, are 
now seldom employed except in the case of very small 
machines, and then chiefly in those furnished with the H 
armature originally due to Siemens. The use of this type 
of commutator entails the grave inconvenience that the 
electrical pressure, and with it the resulting current, varies 
considerably during a revolution, and even becomes equal 
to zero during a small interval of time. We might obviate 
this inconvenience by providing the armature with several 

•The term "collector" is sometimes applied to a commutator. In England^ 
however, the term collector is restricted to ring contacts 




Fig. 7. 
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coils, and the commutator with several sections ; connections 
should be established in such a manner that a number of 
coils^ possessing different instantaneous E.M.F.'s, are grouped 
in series. 

The principal windings of this sort are described in 
Chapter II. All present this peculiarity — that they form 
one or more closed geometrical figures. They are therefore 
called closed windings. Another characteristic property of 
these windings is that the brushes serve to connect two 
circuits in parallel. We shall have occasion to speak of 
open windings, in which all the armature coils are grouped 
in series, when we come to speak of dynamos for arc 
lighting ; such arrangements are used for no other purpose- 

As is shown in the pressure curve (Fig. 8) the current 

cannot be rendered constant by the use of four commutator 

sections; the pressure in this case varies between E and 

v2 . E. By increasing the number of commutator sections^ 

this irregularity is diminished. 




/ 



Fig. 8. 
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If the terminal pressure be taken as the sum of the pressures 
for an entire revolution of a single coil, we can, without much 
difficulty, estimate the amplitude of the undulations which the 
current will undergo. 

We say "estimate"; for, in fact, an exact calculation is 
impossible, due to a circumstance which will be more fully 
considered subsequently. Owing to the mutual action exerted 
between a current and its magnetic field, the variable magnetic 
field in the armature which results from the undulating current 
produces in the windings an E.M.F. which opposes either an 
increase or decrease of the current. 

It is due to this circumstance that the current may be con- 
sidered as constant, even when the number of commutator 
sections does not exceed i6 or 20. 
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To obtain the general formula for pressure, let us examine 
Fig. 9. 
Let the armature turn in a given direction with velocity 

Dir« 

The conductors between A and B will not be cutting 
any lines of force, except 
»■ the small number due to 

magnetic leakage. Conse- 
quently the pressure generated 
in these conductors will be 
zero, or, at least, for our pre- 
sent purpose, negligibly small. 
-^ It is different, however, with 

the wires under the poles. 
These are moving through 
a distance of v centimetres 
per second ; hence it follows 
that a decrease or increase 
Y equal to w B / per second will 

F'<^- 9- occur in the number of lines 

surrounding each conductor, 
according to its position to the left or right of C. 

Until C is reached the number of lines of force decreases, 
but after that point is passed increase takes place. The 
direction of the current, however, is unchanged, inasmuch 
as the direction of the lines of force is reversed. 
The E.M.F., or pressure, in ejtch wire is 

cvBl, 

and as the entire number of wires at any instant under the 
action of the Beld is equal to 

"-tj- N, 

•where p = number of pairs of poles, and the meaning of b is 
denoted in Fig. 9, it follows that the total pressure, 

Dt 60 
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and the pressure in volts is obtained by dividing this 
expression by 10*. 

A slight modification of this formula is needed when it is 
applied to ordinary direct-current machmes : Firstly, Bib 
(or the total number of lines issuing from one pole) may 
be represented by (/>. Then it follows, as will be shown later 
on, from the nature of direct-current windings, that there are 
as many points of collection of current as there are parallel 
circuits in the armature. 

If pi = the number of circuits each consisting of two 
branches in parallel {p^ =« half the number of collecting 
points), then the pressure between two brushes, or collecting 

points, is ( ) of the pressure represented in the above 

formula. ^ 

We thus obtain the important equation — ^ 

E = -^^ — - . -^ volts .... (10) 
60 . 10^ pi 

E is the internal (or total) pressure, or the E.M.F. The- 
external pressure — that is, the pressure between the brushes — 
= the internal pressure, less the drop of pressure in the 
armature. 

The above formula is equally applicable to drum and 
ring armatures, inasmuch as N represents only the number 
of conductors on the circumference of the armature. 

It still remains for us to say a few words concerning 
the second of the principal organs of a continuous-current 
dynamo — viz., the field-magnet system. 

The merit of having first utilised the continuous current 
supplied by the armature for the purpose of exciting the 
field magnets must be ascribed to MM. Brett and Sinsteden ; 
their discoveries were dated 1848 and 1851. But as these 
arrived too soon, these first attempts had been completely 
forgotten when Werner Siemens and Wheatstone arrived 
at the same idea (Proceedings, Royal Society, February 14, 
1867). Siemens proposed to conduct the whole of the 
current round the magnets, whilst Wheatstone only utilised 
a part of it. In this manner series and shunt wound dynamos 
had their origin ; compound-wound machines were invented 
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later by Brush, in which both the above methods of excita- 
tion were simultaneously employed. As we shall return to 
the subject in a later chapter, a detailed description will 
not be given here. 

We will confine ourselves for the present to the following 
preliminary indications : 

As in a series dynamo the whole of the current circulates 
round the field magnets, every alteration in the resistance 
of the external circuit of the machine will produce a modi- 
fication of the current, and hence an increase or reduction 
of the terminal pressure. On the contrary, in shunt-wound 
machines the field magnets are connected in parallel with 
the external circuit. The exciting current is therefore hardly 
influenced by the resistance of the external circuit. Shunt- 
wound machines, therefore, work with a constant excitation, 
and hence an induced E.M.F., which is also practically 
constant. This end is, however, more completely attained 
by compound-wound machines. 

3. Motors. 

Up to the present our remarks have been confined to the 
phenomena attending the induction of currents. We now 
suppose that the conductor, instead of moving in the magnetic 
field, is kept stationary. If we connect the two ends with 
some external current-generating source at a given pressure, e, 
there will flow through the circuit so formed a current of the 
maximum strength 

where R is the total resistance of the conductor and con- 
nections — ^that is, of the circuit. 
Further, a force 

C Z R 

F = C Z B ergs = — kilogrammes* . (11) 

9*8i X 10* 

is exerted upon the conductor, tending to move it in a 
direction at right angles to the field. The direction of this 

* For the relation between absolute and practical units, see table p. 17. 
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movement will be exactly opposite to that which would have 

to be given to the conductor when acting as a generator in 

order to generate a current in 

the same direction as that flowing 

from the external source. 

This phenomenon may be simply 
explained. 

In Fig. 10, let O represent the 

^ _ conductor through which a current 

is flowing, its position being ver- 
tical to the plane of the paper. 
If the direction of current flow be 
towards the paper, lines of force 
are generated by it which circle 
Fig. 10. round the conductor in the direc- 

tion of the hands of a watch. 
An increased density of the lines occurs to the right of a b, 
and a decrease to the left of a b, whereby the wire is impelled 
towards the left. 

The velocity of the movement is an increasing one, ulti- 
mately approximating to the value 1 

"-re'"'- 

Assuming that no mechanical resistance apart from friction 
is opposed to the free movement of the conductor, when the 
above velocity is obtained the current flow in the wire becomes 
exceedingly small, although neither the pressure nor the 
resistance of the circuit have been varied. This arises from 
the fact that the conductor, during its motion through the 
Beld, has an E.M.F. generated in it exactly as if it acted 
as a generator. According to the law just stated, this so- 
called back E.M.F., e„ induced in the conductor is directly 
opposed to the impressed E.M.F., e. It consequently follows 
that the resultant pressure, e - e^, decreases as the velocity 
of the conductor increases. 

At any given moment the current flow is expressed by 
the equation 

r 1 f V .l.B\ , . 

"^'Rvr-L^j <"^ 

where v - velocity. 
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Further, » = £_Z_gj^ lo* (13) 

The direction of movement is given by the following simple 
rule : 

Consider oneself placed in the magnetic field, looking in 
the direction of the current flow in the conductor, the lines 
of force entering at the feet and issuing at the head ; then 
the outstretched right arm will indicate the direction of 
motion. 

Equation (lo) may also be adapted for determining the 

speed of motors : 

^ Ej . 60 . 10® pi 

where Ei = the impressed E.M.F. - C R (compare equa- 
tion 13). 

The interpretation of this shows that the greater the 
pressure between the brushes of the motor, the greater will 
be its number of revolutions, and vice versd. The number of 
revolutions may be diminished by strengthening the magnetic 
field and increased by weakening it. Both methods are 
utilised for regulating the speed of motors. 

The calculations required in designing continuous-current 
dynamos may also be as simply explained. The importance of 
equation (lo) calls for particular attention. Without entering 
into too much detail, it will be well to sketch the method 
of procedure with such calculations. We may in the first 
place assume a definite air saturation, B, and further insert 
into our calculation — as a fractional part of the as yet 
unknown armature circumference — the arc, 6, embraced by^ 
one of the pole-pieces : 

6 = i8 



Dtt 
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The diameter, d, of the wire depends upon the current, C^ 
to be carried, and this again depends upon the permissible 
current, c, per square millimetre. 

The number of turns per centimetre circumference which 
can be placed upon the core of the particular type of armature: 
(smooth, slotted, or toothed) selected is fixed, so that 

N = Ai • D X ; 

it is assumed that the armature length ^ «\ D'. 
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Equation (5) may then be written 

g^ ».B.^D7rXD.fei.D7r p 

2..^ • 60 . 10^ ' /i 

= » B . i8 X ^1 . TT^. Pg 
2 . 60 . 10^ • /i 

.and D = V e.^2.6o .io« 

^ nB ./8X .^i.TT^ 

For practical use more convenient formulae will be given 
ilater. 

In the above equation, E and n are known quantities; 
j^i, B, )8 X and k^ are factors which can be determined by 
•choice, the calculation of D thus becoming simple. 

The armature dimensions being known, the calculations 
-for the magnet can be proceeded with. The magnet must 
be so proportioned that the specified number of lines, 0, per 
pole is obtained. 

The calculations for continuous-current dynamos are thus 
reduced to the following consecutive operations: {a) design 
oi the armature with a definite as base for calculation ; 
»(fe) design of the magnet for obtaining this induction. 

C. Units of MeasuFement— Calculation of Reslstanee. 

^or the benefit of those readers not well acquainted with 
the fundamental laws of electricity, we shall briefly refer to 
those necessary to the due understanding of this book. 

If we measure the values of current andpressure in so-called 
solute units (C.G.S. units) and obtain their product, we 
get the amount of work done in ergs. Absolute units are, 
however^ unsuitable for practical calculations because of their 
smallness, hence units of higher values, called practical units, 
have been introduced. 



Practical unit of ourr^nt 
,, ,, pressure 

„ * „ resistance 
„ (electrical) power 
„ (mechanical) ,, 
„ unit of power 



I ampere (A) , lO"* absolute units. 

I volt (V) ;io8 

I ohm (w)* j lo*^ „ ,, 

I volt X ampere = watt(V A) I lo^ ,, er^s 

I kilogrammetre per second 9*81 x ic^ 

I horse-power 746 x 10^ 



• Even this unit is too small for calculations of insulation resistance, and it is usual 
to use the megohm, a million times greater, or lo*^ absolute units in such measure- 
.ments. 
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From the above table it follows that 

I watt = xiv horse-power, 

or, 746 watts = I horse-power. 

The absolute unit of force, called the dyne, is that forcer 
which prodiu:es an acceleration of i centimetre per second on the' 
mass of I gramme, 

I gramme = 981 dynes. 
I kilogramme = 981,000 dynes. 

Inasmuch as the practical unit of current is ten times- 
greater than the absolute unit, the expression to obtain the- 
value of a force in kilogrammes is 

F= ^'^ (14) 

9'8i X 10^ 

where C is measured in amperes. 

As an illustration, suppose the force generated in a- 
single armature wire is to be calculated. Let the wire move 
in a magnetic field possessing a density of 6,000 lines per 
square centimetre, and let the current through the wire be 
100 amperes, with a length of armature 50 centimetres ; then. 

TT* 6,000 X 50 X 100 ^,^r- un^^^^^^^o 
r = ^ = 3'o6 kilogrammes. 

9-81 X 10^ 

Thus we see as the sectional area of the wire increases, so • 
does the current generated in it, and due provision must 
therefore be made to secure it against displacement. 

The resistance of a conductor is calculated from the 
formula 

R = . /c (^5) 

where l is the length in metres ; 

S is the sectional area in square millimetres ; 

p is the specific resistance = 



specific conductivity 

Table I. (at the end of the book) gives the specific 
resistance for different conductors at freezing point. 

The resistance of most solid conductors increases with 
increase of temperature, but at a varying rate with different 
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materials. Carbon, however, is an exception to this rule- 
Taking the resistance coefficient at o' as a basis, we can 
easily calculate the resistance at any temperature f : 

p' = p (l + <rt) (16) 

(See Table I. at end of book.) 

The rise of temperature is sometimes considerable, so that 
in calculations it is well to make the necessary allowance 
for this, especially when many contiguous wires are in 
question. 

An example may be considered : 

Suppose the temperature of the magnet coil to rise to 
60* C, which is indeed quite normal, then : 

p* = />' (i + 60 X 0*0037) = i'22 p 

that is, the resistance of the magnet coil is increased 22 per 
cent., or, what amounts to the same thing, the exciting 
current is decreased in that proportion. 

When a number of resistances, Xi, rj, Vs, etc., are connected 
in series, the total resistance is the sum of their respective 
resistances, or, 

R = ri + rg + rg + . . . rn - . . (17) 

When the ends of the ^veral resistances are bunched 
together (parallel arrangement), the total conductive capacity 
— i,e,, the reciprocal of the total resistance — is equal to the 
sum of the reciprocals of the individual resistances, or of 
the individual conductivities. Thus — 

— +-+—+ .... (10) 



R r, ^2 r^ ^4 

and R = ^^ ^-^ "^^ "^^ . (I9> 

^2 ^3 U + ^1 ^3 U + ri ^2 u + n ^2 ^3 



2*^ 
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CHAPTER II. 

Armature Calculations. 

A. Methods of Wtnctlng. 



In the following pages we shall consider, as far as space 
permits, those methods of closed coil winding generally in 
use. For other windings the reader should consult the work 
of Prof. E. Arnold {" Die Ankerwicklungen und Ankerkon- 
stnictionen der Gieichstrom - Dynamomaschinen," second 
edition, 1896. Berlin and Munich.) 

I. Ring Winding. 
Fig. II represents the Pacinotti-Gramme ring. As indi- 
cated in the diagram, a current in one direction flows 
through all the turns of 
H the wire situated above the 

neutral line, » », while a 
similar current flows in an 
opposite sense through the 
turns below n n. If lines 

fof force go through the 
air-space enclosed by the 
armature, an E.M.F. will 
be generated in the con- 
necting wires lying upon 
the inner surface of its core, 
jj which is an opposing E.M.F. 

li,;. II. to that generated in the 

outer wires, and which will, 
to say the least, diminish the effective E.M.F. of the machine. 
The air-space, however, offers a much greater resistance to 
the passages of these lines than does the iron armature 
core; hence, with proper precautions, this detrimental effect 
may be reduced to an almost negligible quantity. 
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In the following operations we will denote by — 

Cy the pressure generated in one armature element or section — 
that is, the coil between two commutator segments. For 
simplicity, we assume that all the conductors on the out- 
side of the armature, including those which at any instant 
are outside the poles, are equally influenced, whereby a 
small error is involved in the determination of e^ and e^, 

^1 is the maximum difference of pressure between two sections 
of the armature winding. 

e^ is the maximum difference of pressure between two com- 
mutator segments. 

Nj is the number of armature sections ; in the Gramme 
winding this is equal to the number of commutator 
sections. 

N2 is the number of commutator sections. 

2 p^ is the number of parallel circuits, generally equal to the 

number of lines of brushes or collecting points. 
For a two-pole dynamo /i = i. 
For a four-pole machine with two points of collection also 

Pi = I. 
For a four-pole machine with four collecting points pi ^ 2, 
and so on. 
In calculations relating to windings, the following are 
important details : 

Maximum pressure, ^1, between adjacent coils or wires. 
Maximum pressure, ^o* between two contiguous commutator 

sections. 
Maximum possible number of commutator segments (N2). 

Number of armature turns simultaneously short-circuited by 
a brush. 

With respect to Fig. 11, 

N, = Ni ; 
^1 = 0; 

2 E 2 E 



'2 



N2 Ni 

The number of armature turns simultaneously short- 
circuited = I. 
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The number of turns in series between brushes is seven 
and eight alternately. If the whole of these turns were 
simultaneously under the influence of the poles, the result 
would be a variation of about 12 per cent, in the pressure. 
However, the short-circuited coils lie in the neutral zone 
where the induced pressure is practically nil, so that the 
actual variation is considerably less, and, indeed, is negliRible 
with about 20 commutator sections, 

With the multipolar ring armatures (Fig. 12) there are as 
many pairs of circuits in parallel as there are poles. Hence, 



_ 2 ^1 E 2 ^1 E 
** " ~N, " = "" N, ■ 

The current in one armature conductor is equal to the total 
current divided by 2 pi. 

Windings requiring more than two brushes for collecting 
are sometimes called 
" parallel windings," 
to distinguish from 
series windings. 

It is often desirable 
with multipolar ring 
windings to reduce the 
number of collecting 
points, which, as sug- 
gested by Mordey, may 
be done by cross- con- 
necting opposite com- 
mutator bars (Fig. ij). 
In such cases the size 
of the commutator 
must be doubled, and 
another necessity is 



3 



that Nj must be an even number. 

The arrangement can also be applied to dynamos with 
more than two sets of brushes. It possesses the advantage 



that smait'differences of pressure between individual sections 
are adjusted, and it allows of the brushes mounted upon 
any one arm being 
iKfted while the machine 
s running. 

The angular distance 
in degrees between any 
two points of collection 
is always 

a = ^— 
zp' 

and the brushes are 
placed between two 
poles. 

An examination of 
Fig. 13 shows that in 
this way two sections, 

as a and fl„ b and &i, ^"- '* 

are in parallel. 

Thus, without interfering with the ultimate pressure of 
the machine, we can suppress alternate turns, doubling the 
E.M.F. of the remaining sections. By this method we have 
the extremely interesting winding shown in Fig. 14, which 
lends itself to the construction of high-pressure machines. 
At Oerlikon all traction motors have been wound in this way 
since 1892. 

A noticeable feature in this method of winding is that 

N, - 2 N,, 

To allow of this method of winding, — ? -■ N, must be an 
2 
(Uneven number : 

2 E 

The same arrangement is suitable for six-pole machines, 
though the commutator connections are somewhat com- 
plicated. 
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Fig. 15 represents another method of series ring winding: 
due to Prof. Perry (1882) applied to a four-pole machiner 
and which can be 
adapted to machines' 
irrespective of the 
number of poles. 

Neither here nor 
later will we at- 
tempt to distinguish 
between methods of 
' winding, differing; 

only in the relative 
positions of the coils 
and the commutator 
segments with which 
they are connected. 
Imagine, for in- 
Kio. 14. stance, that the 

connecting wires 
between the coils and their respective commutator bars in- 
Fig, 15 consist of flexible cable, then we may without 
difficulty move the 
commutator through 
45' either forwards 
or backward rela- 
tive to the arma- 
ture, the brushes 
being brought under 
these conditions 
directly below the " 
poles. We might 
avail ourselves of 
this alternative 
when the brushes 
in their natural 
position are incon- 
veniently placed. i..,i. 

The spacing* or 
pitch of the winding is for any number of poles : 

* TKl- nniiie sfaciiig or piuk a applied in Ihe dismnce which se|arittes two 
clemenls oimnoclcd imethcr. ur (o the nundier of sccltons (cither cuiU or Eingle 
conductors) which seinralcs Ihem. 
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■ -^•■- 


■ ■ ■ (ao) 


Should p be even, then Nj must be unevei 


1 ; while if p be 


uneven, either case is possible. 




Nj-N,; 




.-f(...,: 




,.B..,.E^^ 





This arrangement is always used where the natural position 
of the brushes renders 
them accessible. 

In Fig. 15 the nor- 
mal position for the 
brushes is between the 
poles. 

In very large parallel- 
wound dynamos, it is 
practically impossible, 
owing to various trifling 
faults, constructional or 
otherwise, such as ec- 
centric borings, casting 
imperfections, flaws, 
etc., to avoid small 

pressure differences be- Fig. 16. 

tween the sections. 

Detrimental influence from these causes may be rectified 
in the ring method of winding by the method suggested 
by Prof. E. Arnold, shown in Fig. 16, whereby the coils 
connected between any two brushes are under the influence 
of all the poles. 

The general winding formula for any number of poles is; 

y = -V <2i) 

p 
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<In Fig. i6,. for example, Nj - 24 ; p = Pi ™ 3; y 



„ 24-3 . 



7)- 



In order to diminish the current flow through short- 
circuited coils, the armature may be provided with two 
separate windings (Fig. 17). In this case, the brushes 
should never bridge less than two commutator segments, 
otherwise, in certain positions of the armature, one of the 
windings would be entirely cut out of the circuit. 

A similar winding on the drum principle is dealt with in 
Chapter IX. 

2. Drum Windings. 
The drum method of winding was first introduced by 
Hefner von Alteneck, engineer to the firm of Messrs. Siemens 
and Halske. 

Drum windings are distinguished from ring windings in 
that all wires in the 
former are distributed 
over the surface of 
the armature core. 
Thus, in order that 
the E.M.F.'s of the 
individual inductor 
may be summed up 
— - in series, the two parts 

of the inductor form- 
ing a single loop or 
section must never 
come simultaneously 
under the influence of 
the same pole, but 
S must respectively be 

"'• ''■ under the influence of 

opposite poles. 
The winding may be either a " series wave winding " if 
in its continuation round the armature core it passes from 
pole to pole successively, or a "lap winding " if the winding 
passes from under the first or starting pole to the next, and 
then is brought back again, and so on; thus working forwards 
«ach time only through that distance represented by the pitch 
of the winding. 



The distance between two successive elements of a winding 

is termed the " pitch of the winding." 

In the case of a lap 
winding, the pitch is 
alternately y and ^j ; in a 
wave winding the pitch 
could remain constant if 
the number of elements 
is appropriately chosen, 
thus securing certain con- 

' St ruction a I advantages. 

As a fundamental rule 
it may be stated that 
the pitch, either y or ^i, 
must always be an uneven 
number. The only excep- 
tion is when the wind- 
j.,,. ,g ings are in two layers ; 

the pitch is then given in 

relation to a single layer only. The reason for the terms 

wave and lap winding is apparent if the armature surfaces 

are Battened out and the 

windings shown in plan as 

in Figs. 24 and 26. Figs. 

18 to 22 show various ways 

of bipolar drum windings. 

Figs. 18, 19, 21, and 22 belong 

to the wave kind ; Fig. 20 > 

to lap winding. With the j _ 

latter kind the two pitches, I 

y and y^, must at most be 

equal to the pole arc, h. 

In comparison with other 

windings, the latter method 

has the advantages that 

fewer wires intersect and 

their length is somewhat less. Fir.. 19. 

The position of the brushes 

in Figs. 18 to 20 is in the axis connecting the poles, while 

in Fig. 21 it is in the neutral zone. Owing to the latter 
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circumstance, preference is often given to this particular 
method of winding; when motors with fixed brushes are in. 
question. A disadvantage of the winding shown in Fig. 21 
is that, on account of the commutator connections, it occupies 
rather more space. 

The following are rules for wave winding (Figs. 18, ig, 
and 21) : 

y + ^, = N, ± 2 ; (22) 

( y and^, = uneven numbers). 

2 

(j = E - I ; 

2E 

The number of short- 
circuited elements = 2. 

(In Fig. iS, y =yi = g; 
in Fig. 19, y = 7, yi'- 9). 
Slotted armatures are 
generally wound with two 
layers (Fig. 22), but the 
/ same rules might be em- 

\ ployed if we always 

imagined each wire in the 
second layer enclosed be- 
tween two of the first. 
It is, however, better to 
determine the spacings of 
the first layer only. In 
F""- 2". • this case, the rule that y 

and yi must be uneven is- 
not necessary, and we have simply to observe that 
^ +^, - N ± I, 
For example, in Fig. 22 — 

;}' - Vi - 7- 
The E.M.F. in the wires of the two layers — 
n, = h, - I. 



In the lap winding, Fig. 20, the law that y and y^ must 
be uneven numbers, and 



y - y-,^ ±2. (23) 

must be observed. 

Figs. 23 and 25 represent two types of drum winding 
appHcable to four-pole 
machines. More par- 
ticularly, Fig. 23 is 
an example of wave 
winding. Fig. 25 of 
lap winding. The cor- 
responding develop- 

Iments are shown in 
Figs. 24 and 26 re- 
spectively. 

Fig. 27 shows a 
wave winding for a 
six-pole machine. 
Taking these exam- 
^ pies, and tracing the 

Fig. 31. current flow in indi- 

vidual coils, it is ob- 
vious that with wave 
windings only two sets 
of brushes are required 
as collectors, whilst 
with lap winding there 
are as many points of 
collection as there are 
poles. Lap windings 
therefore are adapted 
only for parallel-wound 
machines. 

Passing to the con- 
jj sideration of series 

Fig. 22. connected wave wind- 

ings, the following 
relations hold both for bipolar and four-pole machines: 

Nj, = i Ni. 
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When p is even, N^ is uneven ; 

„ p is uneven, Nj is even when y = y-i\ 

uneven when y and_yj differ by 2 ; 



/ _. . Ni ± 2 



(In Fig. 23, J- =^i " 7-) 

'' = ^ ' ^ • n; 



^■^ "(■-^)^ 
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The angle at which the brushes must be set apart is 
p= 1 2 3 4 

a = 180' 45' 60° or 180" 45° or 135' 

Further, as Prof, Arnold has pointed out, the wave- 
method lends itself also to parallel winding. Its adaptation 
to a four-pole and a six-pole machine respectively is shown 
in Figs. 28 and 29. (Compare Fig. 16.) 

The advantages mentioned in regard to Fig. 14 also belong 
to this winding. It is 
interesting to notice 
that the short-circuit- 
ing of a coil does not 
occur simultaneously 
with the bridging of 
two commutator seg- 
ments, but is accom- 
plished through two 
brushes of like sign. 
The duration of the 
short-circuit may there- 
fore be adjusted as 
desired by simply 
shifting one of the 
i-'ic. 15- two brushes, which in 

the case of lap wind- 
ings can only be done by increasing the size of the brushes. 
The single disadvantage of this method is, perhaps, that the 
intervals between the different numbers of wires for which 
this winding is practicable are rather great. 

The following equations apply to parallel wave windings : 

. C>+:yi)> = N, ±2^ .... (25) 

In order that the grinding may be practicable, the condi- 
tions necessary are y ^yii 
or, y=yi±2p,. 
In practice the first case only need be taken into account, 

A second condition is that y and -J must not have a 
2 
divisor. 
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Thus, for Figs. 28 and 29 : in the tirst, 

y = y\ = 7 ; and in the second, 

y-y-i = 5- 



One more type of parallel winding especially suitable for 
high-pressure machines may be mentioned {vide Prof. S. P. 
Thompson's book) . 
It consists of two 
or three separate 
windings, each with 
its own commutator, 
arranged in such a 
manner that the in- 
ductors and the com- 
mutator segments are 
arranged alternately, 
The value of this 
arrangement consists 
in that only half or 
a third part of the 
current flows through 
each winding, so that 
Fig. a;, at the breaking of a 

short-circuit through 
the brushes only a fraction of the normal current is inter- 
rupted. Sparking at the brushes is reduced, and so is the 
heating of the commutator through Foucault currents. 
(Compare Fig. 17.) 
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Fig. 27 shows a similar arnuigement with four circuits, 
forming, however, a closed geometrical figure. 

The fundamental equation for this winding is given by 
equation {25) : 

N, ± 2 a 

P 

Considering, for instance, Fig. 28, where pj ■=■ 2, the number 
of collecting points can be either four or two. In this latter 
case, each brush must cover at least two segments. 

The condition that a closed winding should be possible is 

N 
that — i, y + yi, and Pi must not have a common divisor. 

In Fig. 30 (taken from Prof. Arnold's book) — 



>r " 4 : Ni 



= 50 - (2 X 4) __ 



Instead of extending the windings over the end faces of 
the core, cylinder wind- „ 

ings, as they are called, 
may be used. To get 
an idea of these, we 
need only imagine the 
windings shown in Figs. 
24 and 26 to be laid 

upon the surface of an ' V 

annature core. Better 
cooling can thus be 
obtained, but at the 
expense of increased 
length, of armature. 

Other methods of 
winding may be con- Fig, aS. 

ceived by imagining the 
inductors of the drum windings replaced by coils. 

3. Disc Windings. 

This type of winding is quite distinct from the flat or 
discoidal ring armature, in which the lines of induction enter 
at the sides, and not at the periphery; the opposite poles 
here have the same sign. 

3 
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In this case the armature has an iron core built up of iron 
ribbon or wire, and the 
winding itself diners in 
no respect from the 
methods already de- 
scribed. The only pecu- 
liarity is in that type of 
disc armature in which 
the opposite poles are 
of opposite sign, the 
construction of which 
renders an iron core 
unnecessary-. To this 
class belongs the Desro- 
ziers machine. The 
principle is shown in 
'"' ^'' Fig. 31 {a form originally 

suggested by Sperry), with which we have already become 



acquainted in connection with series windings. The chief 
peculiarity of the Desroziers armature is that the odd 



daductors are separated from the even inductors, each being 
wound upon separate frames. Fig. 32 illustrates the method 



/ 
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of connections for an armature with 64 inductors. Further 
-details of this machine will be found in Chapter IX. 

The winding of the Fritsche flywheel armature is carried 
■out on the lines of scheme 9. As, however, the peculiarity 




•of this type of armature is in the constructional details, its 
•discussion will be reserved till later. 

4. Comparisons Between Rittg and Drum Winding. 
Armatures may be divided into the following classes 
according to the type of core : 

3* 
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(a) Smooth armatures (Fig. 33, arrangement a), in whicb 
the conductors are uniformly distributed in one or more layers^ 
over the surface of the core. 

(6) Toothed or slotted armatures (arrangement b), in which 
the inductors are laid in grooves or notches. 

(c) Tunnelled armatures (arrangements c and i), first 
employed by Wenstrom. 

{d) Tunnelled armatures (arrangement e) in which the 
tunnels are not quite closed. 

The latter arrangement is better than either c or d (Fig. 33),. 
since the self-induction of a coil, when short-circuited, is 
somewhat diminished. 

Of these various types, those belonging to the first or 
smooth armature type are undoubtedly the cheapest to con- 
struct as long as we only 
regard the core, but 
against this must be 
weighed several disadvan- 
tages. The most import- 
ant is the impossibility of 
fully utilising the magnetic 
field without unduly in- 
creasing the air-gap; nor 
can the magnets of such 
machines be saturated to« 
so high a degree as in the 
case of toothed armatures. 
Machines provided with 
smooth armatures are very sensitive to variations of speed. 
Nor must it be forgotten that the initial saving of cost in a 
smooth armature is counterbalanced by the greater cost of 
its field-magnet windings, so that the initial saving in cost 
is mostly illusory. 

The advantages and disadvantages of ring and drum 
windings may be summarised : 

Advantages of the Gramme Ring. — i. The pressure between* 
two adjacent windings is nil, and thus efi&cient insulation is 
easily secured. With care, Gramme rings may be constructed 
to give pressures up to 2,000, and even to 3,000 volts, as- 
is evident from the numerous successful machines built by: 
the Oerlikon Company, the Thury Company, and others. 




Fig. 33. 
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2. In the event of repair being required, any section can 
easily be replaced ; further, the whole winding is easily 
•executed. 

3. Special driving horns (projecting points or wedges let 
into the smooth-core armature surfaces for transmitting the 
driving power to the wires) are not required, a natural 
method of transmission being provided through the radial 
arms of the armature hub. 

4. The number of commutator segments is equal to the 
number of inductors, an important feature in armatures with 
few loops. 

Disadvantages of the Gramme Ring. — i. All wires lying on 
the inner periphery of the core only add to the resistance, 
and with high degrees of saturation, lines of force penetrate 
and induce in these wires an opposing E.M.F. 

2. Only a portion of the available cross-section (D x /) 
of the armature can be utilised. 

3. The armature reactions, in consequence of the inner 
wires, are greater than with drum windings. 

4. In order to obtain room for the inner wires or connec- 
tions, the diameter of armature must be greater than is 
necessary to satisfy purely electrical requirements. This 
disadvantage is especially felt in the case of small machines. 

5. The armature hub must be of gunmetal. 

Advantages of the Drum. — i. Greater utilisation of arma- 
ture cross-section for winding, as a result of which drum 
armatures for equivalent outputs are generally from 12 to 
15 per cent, smaller than ring armatures. 

2. Small armature reactions. 

3. This method of winding can easily be adapted for multi- 
polar machines with only two sets of brushes. 

4. The body of the armature may be of cast iron. 

5. The possibility of executing the winding by means of 
formers. 

Disadvantages of the Drum. — i. Constructional difficulties: 
In repairing, the replacement of a single section necessitates 
the removal of nearly the whole winding. This objection is 
obviated by employing the method of winding designed and 
patented by the author, as used at the works of J. Farcot, 
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at Saint-Ouen, which allows any single section to be easily 
removed and replaced {vide Chapter IX.). 

2. When neither toothed nor tunnelled cores are employed, 
driving pegs become necessary, as with large machines mere 
friction is not sufficient to effectually hold the conductors 
stationary. 

3. Low insulation efficiency. 

4. The number of commutator segments can only at the 
most be equal to half the number of inductors. 

Other Methods. — The chief advantage of flat ring armatures 
(with side poles), apart from a slight saving of weight in the 
magnets because of the shortening of the magnetic circuit, 
is that they enable the magnets to be so designed that the 
armature may be removed without dismounting the magnets. 

This feature is important in the case of large machines. 
Perhaps the only machine which utilises this advantage to 
its full extent is the Short dynamo — a type largely used in 
America, and described in Chapter IX. This advantage is in 
some degree counterbalanced by the facts : Firstly, the cost of 
the armature is greater. Secondly, after running for a time an 
axial eccentricity is developed, owing to the unequal magnetic 
pull to which the armature is subjected, and consequent 
uneven wearing of the bearings. 

These objections are avoided in a discoidal ring machine of 
the author's design, as described in Chapter IX, 

Of disc armatures, only two types seem to have met with 
much success — those of Desroziers and Fritsche. The 
difficulty in constructing this type is in obtaining sufficient 
rigidity of the armature — a difficulty which on the whole is 
excellently overcome in the Fritsche machine (rzrf^ Chapter IX.). 

5. Adjustment of Brushes — Causes of Sparking. 

The present remarks are of a preliminary nature only, 
inasmuch as a discussion of these phenomena and the 
calculations connected therewith assumes a more detailed, 
knowledge of magnetic laws ; hence fuller information will 
be given later (Chapter VI.). 

Provision has to be made in all machines for a slight shifting 
of the brushes in order to secure sparkless running. Gene- 
j'ators require a forward shift — that is, in the direction of 
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rotation ; motors require a backward shift — that is, opposite to 
the direction of rotation. 

Assuming the recognised view of the case — which we will 
not dispute here — this necessary shifting of the brushes is due 
to a twofold cause : Firstly, the armature reactions cause a 
distortion of the field and a corresponding displacemeni of the 
neutral axis. Secondly, a shifting is necessary to obtain the 
reversing E.M.F. to a coil after it is short-circuited. 

Let us consider these two causes separately. So far as 

the armature reaction is concerned, it may be traced to causes 

resembling those producing the electromagnetic phenomena 

which arise when a current flows through a coil, only the 

effect is more complicated, since the magnetic axis of the 

armature is inclined at 

an angle relative to the 

axis of the magnets. 

In Fig. 34, m q cor- 
responds to the neutral 
I , axis. A current flows in 

\' I ^^ the same sense through 

c ' all the inductors above 

^ m q, whilst in those 
/ , ■, ' below m q the flow is 

/ '. in the opposite sense 

to that in the former. 
Hence, lines of induction 
are generated within the 
armature flowing as in- 
FiG. 34. dicated in Fig. 35. 

While, however, the 
density of the lines of induction due to the field magnets is 
uniform along the pole cheek, nop, the density due to arma- 
ture currents increases respectively from a minimum at to 
the leading or positive pole corner on the one side, and 
the trailing or negative pole corner on the other side, 
beyond which maximum points it rapidly decreases. (See 
Chapter VI.) 

Plotting these induction values graphically {Fig. 35) : 

I. Induction due to field-magnet excitation ; 
II. Induction due to armature reactions ; 
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we get the resultant Curve III. of the combined fields in a 
generator. 

The current flow in a motor armature — having the same 
direction of rotation — is opposite in direction ; hence, its 



^Xivr, 




Fig. 35. 

combined field takes the form of Curve IV. Since the 
brushes must be situated at the opposite extremities of a 
diameter where the induction is approximately zero, it follows 
that with a generator the shifting must be in the direction of 

hi 
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Fig. 36^. 



Fig. 36^. 



rotation, and with a motor in the opposite direction. In 
order that the current may be properly commutated, the 
brushes must always be slightly in advance of the neutral 
axis (in the direction of rotation being understood). In a 
generator, this corresponds to an additional lead of the 
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brushes ; in a motor, the lead is decreased, due to hysteresis 
effect. Hence, the possibility of providing well-designed and 
constructed motors with fixed brushes becomes apparent — a 
possibility of great importance when the motor is required 
both for forward and backward running. 

An inspection of Fig. 36 shows that under certain circum- 
stances the magnet field may be overpowered by the armature 
reaction field, thus reversing the polarity of the pole-pieces 
at their corners. Such conditions are, of course, only possible 
with badly -designed machines. 

In order to avoid this — 

= k < — . B« . - . . . (26) 



2 pi D TT 4 TT b 

or, N < 6-37 ?' • ^^-^ (27) 

where B/ = density of field per square centimetre; 
p, b (as Fig. 35), ^ = *-l^ ; 

C = total current generated by the machine ; 

k = ampere - turns per centimetre length of the 
armature circumference, a quantity which will 
be found very convenient in calculations. (See 
Chapter VI.) 

The causes of sparking may be explained by the aid of 

Fig- 37- 
Looking at the winding in the direction of its motion, 

the current flow in any section has the direction of the 

hands of a watch up to the point of short-circuit, from 

which point the current is reversed. 

Each inductor generates lines of force (armature reaction) 
which circle round it. The direction of the lines is 
shown by the dotted lines (Fig. 36a). When a section is 
short-circuited, the current it carries tends to decrease to 
nil ; the magnetomotive force, and with it thereby the 
lines of force, also decrease. 

We have seen that when the number of lines encircling a 
conductor varies, an E.M.F. is generated in the conductor. 
Determining the direction of this self-induced E.M.F. by 
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Fig. 37. 



the rule already given, we find that it corresponds to that 
of the original current, which therefore cannot instantaneously 
die down, but disappears gradually according to a law to be 
discussed later. 

Yet another phenomenon must be considered as giving 
rise to further complications. Immediately after the short- 
circuit has been broken 
the normal armature 
current flows round the 
coil, but in the reverse 
direction to that pre- 
viously flowing round it- 
The causes which re- 
tarded the diminution 
of the original current 
serve now to check the 
growth of the reversed 
current, thereby forcing*- 
the latter to pursue its 
path to the brush 
through the air, as shown in segment 5. Sparking is the 
natural consequence, the intensity varying inversely with the 
ratio between the number of commutator segments and the 
total number of inductors. 

To prevent this sparking, the brushes must be set so far in 
advance of the neutral axis that a reversed current (cv^) may 
be generated in the coil during its period of short-circuit y not 
only of sufficient strength to neutralise the current already 
existing (Ci), but afterwards to approximate in value to the normal 
armature current. 

Mention may here be made of Sayers's winding, which 
accomplishes the same end without shifting the brushes. 
(See Report of the Institution of Electrical Engineers, Mayr 

1893.) 
The armature is provided with two windings — the principal 

winding, which may be calculated in the ordinary way, and 

a compensation winding. Compared with ordinary windings, 

the distinctive feature is that the sections of the main 

winding are not connected directly to the commutator bars, 

but are arranged in series with the compensation coils, which 

latter are placed in certain positions to the rear of the main 
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winding. The direction of winding in the compensatioD 
coils is the reverse of the main winding. 




Fig. 38. 

The arrangement is shown clearly in Fig. 37, in which 
both windings are shown upon separate armatures. This 

compensation winding pro- 
vides the necessary com- 
mutating current, and as it 
is directly under the in- 
fluence of the poles, a single 
turn will suffice to neu- 
tralise the self-induction 
of a large coil. 

Fig. 38 shows another 
suggestion of Sayers's, in 
which an auxiliary pole is 
used. The principle in- 
volved is the same, but this 
latter plan is more readily 
constructed and regulated. 
The application of Sayers's 
method does not necessa- 
rily much increase the wind- 
ing space, for it is only 
during short periods of time 
that a current circulates in 
the compensation windings; 
hence the section of wire 




Fig. 39, 
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used may be comparatively small. A similar result is obtained 
by the arrangement shown in Fig. 39, due to Brown and 
Mordey. Here two coils, separated from each other, are 
grouped so as to connect adjacent commutator sections. 

B. Losses In the Armature. 

Equation (10) is not directly available for armature calcula- 
tions, since it does not permit us to calculate the velocity, 
efficiency, or heating of the machine. 

Before further calculations can be made, it is necessary 
that the various armature losses should be carefully estimated. 

These may be summarised as : 

1. Losses due to the resistance of the copper. 

2. Hysteresis losses. 

3. Foucault or eddy-current losses. 

4. Friction losses. 

5. Voltage losses through armature reactions. 

In the strict usage of the term the latter is not an actual 
loss, since it corresponds to no equivalent waste of energfy, 
yet it .is given as causing a diminution of the effective output; 
in other words, there is a decreased voltage because of these 
reactions. 

I. Resistance Loss. 

Let C = total current m amperes. 

pi « the number of circuits, each comprising two 
branches in parallel : it will be given by half 
the number of lines of brushes. 
e = € K =* drop in pressure in volts. 
R = resistance of the circuit between the brushes 
when at maximum temperature. The increase of 
temperature here reaches about 55^ hence the 

resistance coefficient = — = — {vide p. 18). 

60 50 

N = total number of conductors counted round the 
entire armature. 

L = mean length of wire in a single turn of a Gramme 
winding, the length of a drum loop being the 
sum of the lengths of all the inductors with their 
connections, in metres, divided by N. 
= sectional area of wire in square millimetres. 
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Then 



L.N 



L.N 



e = 



R= - 

50 . S . 2/>i IOO.S./>i 

C.R L.N.C L.N.C 



(28) 



(29) 



(30) 



2 />i 50 . s . 4 /^i^ 200 .s.pi^ 
Hence the total armature loss in watts is 

,,,^,C- L.N.C^ ^ L,N.C« 
50 . s . 4 />i2 200 • s . p^ 

If we denote the current density — that is, the amperes per 
square millimetre sectional area — by c, then 

C « s . c . 2 ^1, 

e = L N . s g . 2 />! _ L N c 

50 s . 4 />i^ " 100 A * ' ' 



whence 



(31) 



50.5.4^ 



50 



(32) 



L N s is, however, nothing more nor less than the volume 
of the copper in cubic centimetres. Thus, it follows that for 
a total watt loss, w, the copper in the armature will be : 



w 



Weight = 0*535 — kilogrammes (cold) ; 



.2 



or, allowing for a rise of t to about 55° C. : 



w 



Weight = 0'45 — kilogrammes (approximately). . (33) 



^2 



This formula may be used for preliminary and approximate 
calculations. 

Example i. — What will be the weight of copper for a 
machine of 500 kw. capacity, allowing 1*5 per cent, loss and 
a current density c = 2 amperes per square millimetre ? 

Weight =* 0*45 ? — - — ^ 844 kilogrammes. 

2^ 

Voltage Losses per 100 m. at 0° C. : 



• 

I' 


e 


c 


e 


c 


e 


c 


e 


O'l 


o-i66 


0-9 


1*50 


17 


2-83 


30 


S'oo 


0*2 


o'333 


I'O 


166 


1-8 


300 


32 


5*33 


0-3 


0*500 


I-I 


1*83 


1-9 


3*i6 


3 4 


566 


0*4 


0-666 


1*2 


2*00 


2'0 


3 33 


3-6 


600 


05 


0833 


1*3 


2'l6 


2*2 


366 


3-8 


5'33 


0-6 


I'OOO 


1*4 


2 '33 


2-4 


4*oo 


4-0 


6-66 


07 


ri66 


1-5 


2-50 


2-6 


4-33 


4-5 


7-50 


0-8 


1*33 


1-6 


2*66 . 


2-8 


4*66 


5'o 


800 
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Example 2. — Assume the armature of a bipolar machine, 
to give an output of. 50 amperes at 65 volts, contains 200 
inductors, each of 3*3 mm. diameter (bare), then 

c = ^ . = 2*9 amperes. 

2 3'3^Tr 

4 

Let the length of a single loop = 07 m., the total length 
of the wires between two brushes 

200 
= — . 0'7 = 70 metres. 

2 
Whence, as will be seen from above table, the voltage loss is 

^ « 07 X 4-83 = 3'4 volts ; 

or, taking rise of temperature into account = 4'i volts, so 
that the total loss in watts is 

4*1 X 50 « 205 « 6*3 per cent. 

Example 3. — What will be the armature losses in a six-pole 
machine designed for an output of 1,000 amperes at 20 volts, 
if N = 80, />i = 3, d - 9 millimetres ? (s =* 63*5 square milli- 
metres.) 

Length of a single loop «» 0*9 m. ; 

Total length of winding between two brushes = — ^^ ? 

6 

— 12 m. ; 

Current density c - ^i^—^ = h^9^ — = 2'6 amperes. 

2 ^ . s 2 X 3 X 63-5 

Loss of pressure (calculated from table) : 

= 4-33 X o'i2 « 0*52 volts (0*62 volts, hot) ; 

and total loss in watts : 

■- 0*52 X 1,000 X 520 watts = 2*6 per cent. (3*1 per cent. hot). 

A table to assist such calculations is given at the end of 
this book. 

2. Hysteresis. 

If we imagine the iron core of an armature to be cut 
through in the direction of any diameter, and then observe 
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its state of magnetisation during a complete revolution, we 
shall see that the lines of induction undergo as many changes 
in direction as the machine has poles. The minimum degree 
of magnetisation always occurs when the diameter coincides 
with the axis through a pair of poles, in which position it = o. 
From this point the density of the lines increases almost 
proportionally with the motion till it attains a maximum 
value at the neutral axis, whence it again diminishes to zero; 
The iron, however, possesses a certain inertia which tends 
to maintain the magnetisation at its maximum strength. As 
a natural consequence, the density of lines of induction 



corresponding to a given instantaneous strength of the mag- 
netising current will be smaller if that current is rapidly 
increasing than it would be for a constant current of the 
same value. 

Fig. 40 (from Prof. S. P. Thompson's work) shows 
such a cycle — the outcome of experiments with soft iron. 
The area enclosed between the curves a and b represents 
the so-called hysteresis loss. Within the limits occurring 
in actual practice, this loss is exactly proportional to the 
nomber of periods or cycles, w, through which the iron has 
been taken, and to the volume of iron experimented on. 

Our thanks are chiefly due to Prof. J. A. Ewing for 
experimental investigations into this phenomena; also for 
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the figures in column a of the appended table (see PhiL 
Trans., Part IV., No. 238, 1885; further, Electrician, June^ 
1890, etc.) Column b relates to recent experiments with five 
different transformer plates manufactured by Messrs. Sankey 
and Sons, London (see Elektroiechnische Zeitschrifl, May, i895)» 





Loss in Watts 


per 


Cubic Centimetre during a Complete 


I^ines of Induction per 






Cycle. 


Square Centimetre. 








B. 












Column 


a. 




Column &. 


1,000 








90 to 120 X 10 '"^ 


2|000 


4S0 X lO' 


-7 


220 to 400 


3,000 


800 






410 to 790 


4,000 


1,230 






645 to 1,220 


5,000 


1,700 






910 to 1,710 


6,000 


2,200 






1,200 to 2,250 


7,000 


2,760 






1,530 to 2,940 


8,000 


3,450 






1,920 to 3,720 


9,000 


4,200 






2,320 to 4,550 


10,000 


5,000 






— 


11,000 


5,820 






— 


12,000 


6,720 






— 


13,000 


7,650 








14,000 


8,650 






— 


15,000 


9,670 






^^^^ 



It may be as well to mention that the various plates used 
in the above recorded tests were of very superior quality, 
which, indeed, was necessitated by their employment for 
transformer purposes, in order to ensure the least possible 
hysteresis loss. 

The laws of hysteresis with relation to the chemical con- 
stituents of iron aie, as yet, but Httle known. It would, 
indeed, appear that the method of treatment during manu- 
facture plays a more important role than the chemical 
composition itself. 

An interesting observation has been communicated by 
Messrs. Oeking and Co. to the Elektroiechnische Zeitschrifi 
(May 25, 1897). According to this, the hysteresis loss in 
a sample of iron was increased 10 per cent, by annealing. 
A similar observation has also been made by the author, in 
that the hysteresis loss in completed machines is generally 
somewhat greater than would be anticipated from tests 
made on the iron discs previously to their being built up. 
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likewise, after long periods of working, transformers show 
increased losses due to hysteresis. 

The published works by Mr. Chas. Proteus Steinmetz (see 
Elektrotechnishe Zeitschrift, vol. iv., 1892), wherein very simple 
formulae for the calculation of hysteresis losses are given, 
will be found of great practical value. 

Taking w = — ^ as the periodicity ; 

60 

V the volume of the iron core in cubic centi- 
metres ; and 

71 a numerical coefficient, 
then, according to Steinmetz — 

Hysteresis loss = ti W'^ . « . V . lo-^ watts . (34) 

The values of ri and ri . B^*^ may be taken from Tables 
IV., v., and VI., given at the end of the book. 

According to Table VI., we find that the figures appear- 
ing in column a of the table on p. 48 correspond to a 
coefficient 17= about 0*002. Generally speaking, the hysteresis 
losses in the iron employed in the construction of continuous- 
current machines are somewhat larger, j;= about 0*003.* This 
as due to the iron being used in large continuous masses. 

Example i. — The six-pole machine mentioned on p. 46 
runs at 800 revolutions per minute. What will be the loss 
through hysteresis if the cubic contents of its armature 
•core = 19,000 cubic centimetres, and the maximum satura- 
tion amounts to 8,000 lines ? 

T^ . J. .. p . n 3 X 800 
Periodicity w = ^—- — = --— = 40. 

•^60 60 

Assuming that j; = 0*003, then, basing our calculation 
•on Table VI., the loss in watts = 5,274 x 40 x 19,000 x lo"" 
= 400 = 2 per cent. 

We have still to answer the question, What change 
•should we have to effect in the dimensions of the iron 
•core if, instead of the above 400, a loss of only 300 watts 

was to be permitted ? 

— — - ■ ■ ■ _ ■ ^ 

* In connection with some samples mannfEictured at Audincourt, 77 = 0*0015. 

4 
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Estimating 21,000 cubic centimetres instead of 19,000, and 
allowing a loss of 300 watts — 

^ ^ 31.6 « 300 . 10-7 ^ ^ g^ (approximately). 
40 . 21,000 

Referring to Table VI., we find that for this calculation- 
the value of B amounts to between 6,000 and 6,500 lines; 
the desired saturation is therefore about 6,300 lines. 

Example 2. — Two qualities of iron are given, of which the 
first possesses a coefficient n = 0*004, and the second j/i =0*003. 
The cost price of the former is '35 fr. per kilogramme, that 
of the latter quality being '45 fr. per kilogramme. Allowing 
the loss in watts to be equal, which of these two qualities 
will prove the more economical in the construction of an 
armature ? 

The external diameters of the armatures are the same in*. 
both cases : S = cross-section in square centimetres ; L = mean^ 
circumference. 

B « ^ ; V = S X L. 

S 

For equal losses we must have 

0-004 {^^ . S . L = 0*003 (^^ . Si Li. 

Assuming the approximate value of L^ « 1*07 L, then 



1^/0:003 ^ 1-07) o-« ^ 0*669. 

S \o-oo4 / ^ 

Cost price of the better iron .. 45 ^.oo 

^ . r ^. . r ' '• = 0*669 ^ I 07 . -i^ = 0*92. 

Price of the mferior iron 35 

We thus see that in this instance the difference in initial) 
cost is not very considerable. Supposing, however, that 
rj = 0*003 2tnd i/i = o'oo2, the other ratios will be : 

S, / 0'002 \ — o 

1= / — r^ . 1-07 ) « = 0-58. 
S V 0*003 ^ 

Cost price of the better iron o 4*5 

Pnce of the mfenor iron 35 

These two calculations demonstrate that, under all circum- 
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stances, it is better in the long run to use a superior quality 
of iron, even if its initial cost is somewhat higher. 

3. Loss through Foucault Currents. 

Foucault or eddy currents occur not only in the copper 
of the armature, but also in the iron itself, supposing this 
latter to be insufficiently laminated. It may be given as 
a fundamental rule that whenever massive metallic bodies 
are moved in a magnetic field so as to cut lines of 
induction, or are subjected to variable magnetisation, they 
become the seats of Foucault currents. The origin of 
these currents is attributable to the unequal distribution 
of the lines of induction through the masses ; local currents 
are consequently produced which exert a counter-magnetising 
influence, thereby reacting on the useful lines of induction 
so as to obstruct the passage of the latter. A peculiar 
characteristic to be remarked in connection with Foucault 
currents is that they confine themselves more or less to 
the outer surface — that is to 
say, their density decreases from 
the surface inwards, and thus 
penetration is diminished as the 
thickness of the mass is in- 
creased. Owing to this pecu- 
liarity these currents are very 
liable — providing the air gap is 
small — to produce eddies in the 
pole corners of the field magnets 
(Fig. 41). This also occurs when 

smooth -surface cores are overwound with massive copper 
inductors. It is, therefore, inexpedient to wind smooth- 
surface cores with inductors of such large sectional area 
as may be employed with toothed cores. 

In the last-mentioned type the iron teeth provide paths 
whereby the lines of force complete their circuits with 
greater facility, relatively fewer lines penetrating, for this 
reason, into the copper. A. diameter of from 15 mm. to 
20 mm. is generally reckoned as the maximum practicable 
for conductors. 

Another characteristic of Foucault currents is that they 

4* 
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increase in proportion to the square of the periodicity. 
When this latter is very high the magnetic effect will be 
correspondingly great, and this circumstance is not without 
certain advantages which are utilised in practice. 

For instance, cast iron may be unhesitatingly employed 
for the cover plates arranged parallel with the laminations 
of transformer cores, as the screening effect with a periodicity 
of from 40 to 50 almost entirely checks any penetration 
of lines. The armature hubs or spiders of Gramme-ring 
machines, on the contrary, 
must always be of gunmetal, 
since they would become too 
heated if made of cast iron. 
Respecting this latter phenom- 
ena, the author has been able 
to make some observations 
with a three-phase alternating- 
current dynamo possessing 
a Gramme-wound armature 
f 'c. 4*- mounted upon a cast-iron hub. 

Not only did this hub heat to 
a greater extent than is customary, but also when the 
machine was working on a load considerable difference of 
pressure between its three phases was observed. 

Unfortunately, the fundamental laws governing the origin 
of eddy currents have not, up to the present time, been 
sufficiently investigated to permit of an exact estimate of 
their magnitudes. We may, however, obtain an approxi- 
mate conception of their nature and disposition by the 
aid of Fig. 42. Let us suppose that the massive plate, P, 
be subjected to a variable induction. We may further 
imagine the plate to be composed of a number of concen- 
trically-arranged rings, in which, as has been previously 
shown, currents having certain definite directions will be 
produced. Their magnitudes will depend, on the one hand, 
upon the number of lines cut — the latter being directly 
proportional to the square of the diameter ; and on the 
other hand, this magnitude will be inversely proportional 
to the resistance of a ring — that is, to its diameter. 

The eddy currents consequently decrease in strength in 
passing from the outer rings towards the centre. 
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The production of Foucault currents in the iron core of 
an armature may be traced to similar causes. In order to 
obtain a clearer conception, let us picture to ourselves an 
armature built up from insulated wires, arranged parallel 
with the axis of rotation. An E.M.F. will consequently 
be induced in each of these wires during the rotation of 
the armature in a magnetic field, the value for any indi- 
vidual wire depending upon its distance from the axis and 
on the number of lines of induction circling round it. The 
greatest difference of potential will exist at a (see Fig. 43) ; 
whilst at b the pressure = o, as no 
relative change in the number of hnes 
there takes place. 

This phenomenon will also occur 
when the armature is formed from 
solid iron, resulting, as in the previous | 
example, in a circulation of induced \ 
currents through the iron parallel to 
the axis of rotation. In practice, 
these currents are checked by con- 
structing the armature core of sheet- *^' 
iron discs (generally 0*5 mm. to o'6 

mm. in thickness), the surfaces of which are either oxidised 
or electrically insulated by the interposition of thin sheets 
of paper. 

A method, formerly much in vogue, in which the cores of 
armatures were composed of iron wire wound upon formers, 
has recently become almost obsolete. One is inclined to seek 
the reason for this in the fact that the magnetic resistance of 
such armatures is greater than when iron discs are employed. 
It is, nevertheless, to be observed that the total magnetic 
resistance of a machine is only very slightly affected when 
this method is adopted. 

The following formulse, suggested by Prof. J. A. Fleming, 
enable us to estimate the Foucault currents for both types of 
construction : 

With iron-wire cores : 

Loss in watts- '''•■'•^-■;'"^. . . (35) 
4 . lo'" 

whereas when discs are used : 
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Loss in watts = — ^^ ,., "'••^ — • . (30) 

10" 

where d = diameter of the wire in centimetres ; 
ft) = periodicity per second ; 
a = thickness of the discs in centimetres ; 
V = total volume of iron in cubic centimetres. 

Equation (36) is only applicable when a ^ o'l. 

Example i. — What will be the loss in watts, through 
Foucault currents, in a bipolar machine of 10 kw. capacity, 
working at 1,000 revolutions per minute, supposing V = 
g,ooo ; Bmax. = 12,000 ; a = o"05 ; ft) = 167 ? 

T • *i. 16 (0'05 X 167 X I2,000)2 9,000 ^^., 

Loss m watts = — 5: — ^ ^-— — ^—^ — = 14 4 

10^*^ 

= o'i4 per cent. 

Example 2. — Given the following data, it is required to 
estimate the loss in watts owing to eddy currents in a six- 
pole machine: 

Output = 267 kw. ; 

Speed = 720 ; 

BiTRx. = 10,000; 

a = 0-05; 

V = 23,000 ; 

ft) = 36. 



Loss in watts = 16 (o'05 x 36 x 10,000)^ 23,000 ^ ^ 



10^^ 



20 



= 0*43 per cent. 

The two preceding examples show that the calculation of 
eddy currents in the iron cores of armatures is only necessary 
in connection with machines having a high periodicity, and 
may be entirely neglected -when bipolar machines are under 
consideration. 

It must not be concluded from this, however, that Foucault 
currents may be totally ignored. Their production occurs 
principally in the end-plates which serve to clamp the core 
laminations together ; fiirther, the teeth of grooved armatures 
are seats of trouble when the slots or grooves are not carefully 
milled and any ragged edges afterwards trimmed off. Nor 
must mention of the winding itself be forgotten. 
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For the rest it may be taken that even in well-designed and 
<arefiilly-built machines the loss due to Foucault currents does 
not amount to less than from 40 to 50 per cent, of the total 
iiysteresis loss. Experience, on the other hand, has shown 
that with machines of faulty construction the loss may be 
three to four times as great. 

An exact estimation of these losses cannot be made. 
It is, nevertheless, as well, when estimating the effective 
•output of a machine, to consider the nearest approximate 
-value ascertainable. 

4. Friction Loss in the Bearings. 

The several stresses to which the bearings of a dynamo are 
subjected depend upon the weight of the armature, W, and the 
pull, Z, of the driving belt. Since the latter acts, as a rule, in 
a horizontal direction, the resultant pressure on the bearings 
is given by 

p= ^/ G^ + Z^ . 

But as it is in many cases advantageous to be able to 
determine the approximate friction losses without previously 
•entering into calculations as to the weight of the armature, 
we will endeavour to establish a more general formula. 

Fortunately, the comparative weights of different types of 
dynamo machines, for a given specific output W, (kilowatts 
at 1,000 revolutions), (see p. 63), do not vary to such an 
extent as to preclude the possibility of their being dealt 
vrith, up to a certain point, through the medium of one 
•common formula. 

The average total weight of a machine : * 

2 

G = 175 . W,^ kilogrammes .... (37) 

or, G - 386 W/ lbs. 

In small machines, the maximum deviation from the number 

• For motors, ~ ^— 1 must be taken as the value of W«. It may be added 

n 

that the coefficient for any distinctive type remains constant for that type, 

irrespective of the output of the machine under consideration. In calculating the 

friction losses, a slight error in the adopted coefficient has little influence, since 

he pull of the driving belt is generally greater than the weight. 
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SO obtained reaches at the highest 30 to 35 per cent. ; witb 
large machines the deviations are generally less. 

Of this weight, about 20 per cent, is due to the armature,, 
in smaller machines the proportion being still less. By 
assuming the armature to have 20 per cent, of the totals 
weight of the complete machine for all sizes, we thereby 
make some allowance in the calculation for the magnetic: 
pull, which is larger in small machines. 




Fic 44. 



Fig. 45. 



Let W, = specific output (in kilowatts at 1,000 revolutions^ 

per minute) ; 
W = output in kilowatts at n revolutions ; 
V = velocity of the driving belt ; then 

Weight of armature 

2 /W '^ 

G = 35 W/ = 3,500 ( — J^ kilogrammes . (38)' 



or, 



G = 7,700 



© 



2 
7 



lbs. 



Maximum pull, Z, of the driving belt = 



Z-- 



W X 1,000 ^ w , ., 

"= 345 — kilogrammes . 



0*89 9'8i XV V 

when V is measured in metres per second ; and 

Z = 2,500 — lbs., 

V 



(39> 
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when V is measured in feet per second ; with a mean efiiciencjr 
of 89 per cent. 
We may distinguish between two cases : 

(a) Belt pulley situated outside the bearings (Fig. 44). 

(b) Belt pulley and armature placed between two bearings- 
(Fig- 45)- 

Another modification occurs when there are three bearingSr 
but it is better in this case to set down the friction loss 
approximately at 3 to 3*5 per cent., leaving the more exact 
estimations until afterwards. 

Under ordinary conditions the pressures will be distributed 
approximately as follows : 

(a) Pulley outside bearing — Pressure on bearing a : 

^J "" Ay4,7oo,ooo(— )^ + 180,000 (— )' • (400) 
in kilogrammes, when v is measured iti metres per second ; also 
Pi =■ /y^ 2,280,000 ( — J + 94,000,000 ( — ) 

in pounds, when v is measured in feet per second. 
Pressure on bearing b : 

Ps = y 1,800,000 (^)^ + 6,900 p^y . (406) 

in kilogrammes, when v is measured in metres per second; also- 
P2 = V 8,800,000 ( -)^ + 3,620,000 (^)' 

in pounds, when v is measured in feet per second. 

For small machines, with outputs below 10 kw., this formula 
gives a bearing pressure about 10 per cent, too great. 

[b) Pulley between bearings — Pressure on bearing a : 






= y/ 2,300,000 C^) + 8,200 (^y • (4I«> 
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in kilogrammes, when v is measured in metres per second ; also 
Pi = >y/ 11,100,000 ( — j^ + 4,160,000 (- J 

in pounds, when v is measured in feet per second. 
Pressure on bearing b: 

- y 4,000,000 (^)* + 3,300 (y^y • (41*) 

in kilogrammes, when v is measured in metres per second; also 



P2 = >y/ 19,000,000 ( — Y + 1,720,000 ( — j 



2 



in pounds, when v is measured in feet per second. 

(Compare the weights of armatures given in Chapter X.) 
Knowing the pressure, P, to which the bearings are sub- 
jected, the peripheral velocity, v^ of the shaft within the 
bearings, and the friction coefficient / = 0*05 to o"i, we 
may calculate the friction loss: 

Friction loss = P^i / kilogrammes = 9*81 x Pt;i/ watts . (42) 

Example. — What friction loss may be anticipated in a 
machine of 40 kw. output, making 700 revolutions per 
minute, with the driving pulley placed outside one of its 
bearings ? 

Velocity of the belt v => 16*5 m. 

Peripheral speed of the shaft within a = 275 m. 
,, „ „ i = 2*00 m. 

Friction coefficient = o'o67 m. 

Pressure on bearing at a ^ 



^4,700,000 (— )^ + 180,000 i^^j =1,670 kilogrammes; 
Pressure on bearing at b - 



^1,800,000 f-42_j^ + 6,900 (-^^-) = 282 kilogrammes. 

Loss in watts = 9'8i x 0*067 (1,070 x 275 + 282 x 20) 
2,280 watts = 5 per cent, of the total energy. 
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5. Efficiency — Heating, 

Let W = the useful watts; in motors W = 746 x the 

H.P. generated ; 
2 tcf = the sum of all the losses — i.e,^ the sum total of the 

following values : 
Wa — watts lost in the copper of the armature ; 
w^ ^ watts lost due to hysteresis : 
Wf «= watts lost due to Foucault currents ; 
Wr = friction loss expressed in watts ; 
5£?m= watts lost in the field magnets = (magnetising 

current)^ x resistance of the magnet windings ; 
^ = the efficiency ; then 

or, C = ,-T7- — • • • (43) 

W + Wa + Wh + Wf + Wr + Wfn 

We again venture to remind the reader of the foregoing 
remarks upon Foucault currents (p. 55). Should very exact 
estimates of the efficiency be desired, we must not neglect to 
take into account the friction of the brushes — at all events, 
when the machine in question is fitted with carbon brushes. 

The friction coefficients given below — referring to a circum- 
ferential commutator speed of 5 m. per second — were obtained 
from experiments conducted by Messrs. E. V. Cox and H. W. 
Buck (see ElektroUchnische Zeitschrift, Nov. 5, 1896) : 

Carbon brushes, radially set, i' dry ; 0*3 lubricated. 
Carbon brushes, tangentially set, 0'64 dry ; 0*2 lubricated. 
Copper brushes, tangentially set, i'3i (!) dry; 0*32 lubri- 
cated. 

For greater velocities these coefficients must be multiplied 

^ (- - "-^)- 

The following example shows that the loss due to friction at 
the brushes is not always negligible : 

A dynamo has an output of 180 amperes at 100 volts, and is 
provided with radially-set carbon brushes, the circumferential 
speed of the commutator being 9 m. per second. The area 
of the contact surface should not be less than 0*15 square 
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centimetre per ampere, with a pressure equivalent to about 
o'i5 kgrm. per square centimetre. The total pressure of the 
two lines of brushes will therefore be 

2 X i8o X o'i5 X 0*15 = 8'i kilogrammes. 
Friction coefficient (lubrication assumed) — 



'3('--V^)-°'^7. 



o 

40 

Consequently the friction loss, expressed in watts, is 
z£V = 9 X 8*1 X 0*27 X 9'8i = 193 watts = roj per cent. 

Should the lubrication be insufficient, this loss may easily 
reach a value twice as great. 

Each of the above-mentioned losses is accompanied by ai^ 
evolution of heat — that is to say, by a corresponding increase 
in the temperature of that part of the machine in which the 
loss occurs. The efficiency of a continuous-current dynamo^ 
apart altogether from mechanical questions, depends upon its 
capacity for radiating heat, or, in other words, upon the 
extent of its cooling surface. 

The maximum efficiency of a machine may, without difficulty ,< 
be determined from equation (43). We must first substitute 
C . E and C^ R for W and Wa respectively (where R = total 
resistance of the armature). Further, writing Wh + Wf •\- Wr 
+ Wjn = te'a; = a constant, and differentiating the equation 
so obtained with respect to C, equating the differential 
coefficient to zero, we obtain : 

f = maximum for Wa ^ Wx\ 

the current corresponding to the maximum efficiency being 



c = ./ 



Wx 



V R 



— • 



General formulae giving the increases of temperature to 
which machines are liable cannot, unfortunately, be estab- 
lished. We must therefore content ourselves with the 
formulae long since proposed by Mr. W. B. Esson (see 
Journal of the Institution of Electrical Engineers, vol. xix.), 
which, when applied with due circumspection, lead to 
results very approximately true. 
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<a) For armatures : Increase of temperature in C* 

225 X watts lost in the armature 
cooling surface in square centimetres 

(6) For magnets : Increase of temperature in C/ = 
335 X watts lost per coil 



(44) 



(45) 



superficial area of a coil in square centimetres' 

(If Fahrenheit degrees and square inches are used, the 
coefficients become respectively 67 and 100.) 

It may be as well to observe that, when considering 
ordinary armatures, only the cylindrical surfaces and the ends 
must be taken into account ; in the case of small armatures, 
indeed, only one of the latter. If air has access to the 
interior of the armature, its diameter not being too small, 
then about one-third of the interior surface area may be 
added to obtain the effective cooling surface. 

In the case of the field magnets, the inner surfaces of the 
curving pole-cheeks are not counted ; the lateral surfaces 
alone being included in the estimate. 

Example.— If the diameter of an armature wound for a lo-kw. 
machine = 24 cm., length = 40 cm. approximately (measured 
over the winding), and, further, the diameter of that end- face 
adjacent to the driving pulley = about 16 cm., it follows that 

its cooling surface = 24 tt x 40 + — ^ = 3,200 square centi- 

4 
metres. Loss in the copper = 260 watts ; loss through 

hysteresis = 300 watts — total, 560 watts ; then its increase of 
temperature according: to Esson = — 5 5 — ^ .q«» q^ above 

3>200 

that of the surrounding air. Assuming the engine-room 
temperature to be at 20' C, it consequently follows that the 
temperature of the armature when working will be equal 
to about 60* C. Formula (44) is not quite correct, inasmuch as 
it makes insufficient allowance for the speed of the armature. 

According to Messrs. A. H. and C. E. Zimmermann 
<" Dynamo-Electric Machinery," fifth edition. Prof. S. P. 
Thompson) the value of the heat, expressed in watts, which a 
square inch of cooling surface radiates is given : 

For a speed of o ft. per min., by o'oi watt per degree C. 
„ „ „ 1,000 „ „ „ o-oi8 „ „ 

M >» y> 3«000 „ „ „ 0*022 „ „ 
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Or, if the surface area be measured in square centimetres^ 
this law may be expressed by the formula : 
Increase of temperature in the armature « 

645 X watts lost ^ o /./TV, 

surface (i x 0*3 y/v) 

where v = circumferential velocity in ipetres per second. 

Generally speaking, a temperature increase of from 40° to* 
45" C. above that of the engine-room — the latter being taken 
at 25** C. — is regarded as normal. Some manufacturers over- 
step this limit, but the practice is not wise, as, when subjected 
to excessive heating, the insulation is deteriorated, after a. 
few years being completely destroyed. 

To be quite safe, the radiating surfaces should be propor- 
tioned approximately as follows: 8 to 9 square centimetres 
(i'2 to 1*4 square inch) of cooling surface per watt for the 
magnets, and 5*5 to 6*5 square centimetres (0*85 to i square 
inch) of cooling surface per watt for the armature. 

An exception to this rule is found in machines which are 
destined for tropical climates or for shiplighting, in either of 
which cases the temperature of the dynamo-room may attain 
to 40** C. In this connection the English Admiralty is 
especially stringent, permitting a maximum increase in the 
temperature of only 17"* C, which is, perhaps, erring on the 
side of extreme caution. 

C. Alteration of an Armature to obtain a Different Pressure. 

(Equation 10) E - ''' ^ ' ^ t 

60 . 10* pi 

shows that the output of a machine may be augmented at 
will by increasing its speed. The maximum output of a 
machine is therefore dependent upon its heat - radiating 
capacity, and the ultimate increase of temperature, which 
may be ascertained from equations (44) to (46)- We start 
from the supposition that the conditions of magnetisation- 
are such as to ensure sparkless running, even, when the 
machine is overloaded. A further condition is^ that the 
circumferential velocity must not exceed a certain value 
(20 m. to 25 m. per second, corresponding to 70 ft., to 80 ft.)^ 



DYNAMOS. 



63 



On the other hand, American* manufacturers, notably the 
Westinghouse Company, admit much higher velocities. 

If we take a machine and increase its speed beyond that 
which corresponds to the maximum output, determined by 
the extent of its cooling surface, its output will no longer 
increase proportionately to the speed, but will remain 
practically constant. Should, on the other hand, the speed 
be diminished, a slight gain becomes apparent. Never- 
theless, within certain limits, the output of a machine may 
be regarded as proportional to the speed of its armature. 

This rule is subject to limitation only in so far as the 
air-gap between the armature and pole-pieces varies with 
different windings. If the air-gap is increased for a new 
winding, remaining constant, it may happen that the space 
to be disposed of for winding the field magnets is found to 
be insufficient to give the requisite number of ampere-turns. 

Manufacturers generally classify machines by stamping each 
individual type with some distinctive letter or letters, adding 
the output in watts, or the horse-power, or the current in 
amperes. D C 50 might, for instance, denote a continuous- 
current dynamo of 50 kw. capacity, and D A 25 an alternating- 
current dynamo of 25 h.p. This practice is disadvantageous, 
in that it gives no indication, and allows, moreover, of no 
direct estimation, regarding the output of a machine at different 
speeds. As an alternative it would appear much more logical 
to signify the specific output — that is to say, the output (in 
kilowatts) at a uniform speed of 1,000 revolutions per minute ; 
by this means the selection of a particular tj^e, running at 
an abnormal speed, would be greatly facilitated. An example 
may be given to illustrate this. Suppose that the following 
table has been made out for an ordinary type of dynamo : 



Number. 



Kilowatts 

Revolutions 

Specific output in kilowatts at i,ooo revolutions 
per minute 



I 


2 


3 


4 


5 
1,250 


10 
1,000 


16 

800 


24'S 
700 


4 


10 


20 


35 



33 
600 



55 



Suppose, now, that for some particular purpose a machine 
yielding, say, 20 kw. at 400 revolutions per minute, is required ; 
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this is equivalent to a specific output of — '—^ — = 50. Of 

400 

the types included in the above table, we at once perceive 

that the one yielding a specific output of 55 kw. most 

nearly approximates to these conditions ; and, indeed, will 

presumably suffice for our requirements, providing its normal 

pressure be 200 to 300 instead of 100 volts. 

Let us denote by E, C, and n the electrical values relative 
to machine No. 5, and by Ei, Ci, and n^ those appertaining 
to a machine remodelled to meet our requirements. 

With remaining a constant value, it follows from 
equation (10) that 

Ni = N . ^^ . -^ 
^ E »i 

Employing equation (29) we may now determine the 
necessary cross-section of wire : 

L. N . C 



h = 



5o.<?. 4/>i 



2 



whence d = \/ — — . 

12-5 A ^ ^ 

When only an approximate estimate is required, the above 
iCquation is commonly written : 

5 = -^ (47) 

in which c, the current density per square millimetre section 
of the wire, varies between 5 and i"5 ; the value of c for 
currents up to 1,500 amperes is given with sufficient 
accuracy by the equation — 

c = go 6, 

where c = - varies between o'o6 and 0*02. 
E 

Assuming that the points of collection in the original and 

converted machines are to remain equal in number, then for 

the same percentage drop in the voltage 

-I - ^^ (48) 

In practice, however, a slight modification in both the 
value of the voltage loss, c E = «, and the total induction 



DYNAMOS. 



65 



-will generally prove necessary, so that conclusions drawn 
from the above formula must only be regarded as approxi- 
mately accurate. 

Wires and their Insulation. 

Besides wires of circular section, insulated wires of 
rectangular section are also in use. These do not, however, 
•commend themselves in practice, their use being attended 
with the disadvantages that, in the first place, they are 
very difficult to wind ; and secondly, their insulation — which, 
it may be observed, occupies somewhat more space than 
the insulation of wires of circular section, assuming the same 
number of layers — is easily injured. Large armatures 
are either wound with solid copper bars or with cables 
of any suitable cross-section. When bars of any rectangular 
section are employed, it is always advisable to round off 
their edges. The manufacture of cables is greatly facilitated, 
and the cost somewhat lessened, when a form similar to 
that shown in Fig. 46 is used. In the type Fig.. 46, b is 
•composed of two conductors 
•of circular section, the inter- 
stices being filled up with thin 
•wires. The use of cables in 
preference to solid bars or 
wires is not only a -question 
•of the gfreater facility with 
which their winding may be 
•executed, but is also advan- 
tageous in lessening the de- 
trimental effects due to the production of Foucault currents ; 
they are therefore largely used with smooth armatures when 
a great current-carrying capacity is required. 

For equal diameters, cables have an effective sectional 
area of some 22 to 25 per cent, less than solid wires. Further, 
their component strands generally number 19 or 37 (compare 
Table III. at end of book). 

The ultimate diameter of a cable or wire depends, of 
•course, upon the number of wrappings which its insulation 
•comprises and the thickness of the outer cotton braiding. 
This latter serves to protect the real insulating material 
from mechanical displacement, and is, therefore, only 

5 




Fig. 46. 
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necessary with cables or with solid wires, if these latter 
are employed for armature windings. Two or threes 
wrappings of insulation suffice for the magnet windings^ 
As regards the requisite thickness of cotton braiding, the 
following table may be consulted. 



Diameter of the 
Bare Wire, d. 


Number of 
the Yarn 
Thread. 


Double Thickness of the Insulation in Millimetres. 


Single 
Wrapping. 


Double 
Wrapping. 


Triple 
Wrapping. 


I millimetre < 

5 millimetres -{ 


70 

ICX> 

70 
100 


0*25 

0'2O 

025 

0*20 


0*50 
0*40 
o'40 
0-30 


0-65 

0-45 
0-5S 

035 



A braiding should be about one and a-half to two- 
times the thickness of the insulation wrapping. As already 
remarked, the insulation of cables and rectangular wires is- 
proportionally somewhat thicker than that of solid round 
wires. Due allowance must therefore be made for this when, 
applying the figures contained in the above table. 

When ordering insulated wire it should be specified that 
the several wrappings of insulation, together with their pro- 
tecting cotton braidings, are to be put on at one operation \ 
because in this manner the wire is less twisted and retains- 
its original pliability. The meshes of the braiding must,, 
moreover, be drawn fine and tight. 

Many manufacturers impregnate the insulation with a 
colourless gum. This serves to prevent fraying of the insula- 
tion at points near where it has been removed in order to 
lay the wire bare. Excellent impregnating mediums are found 
in shellac and a preparation well known in America — %,e.j 
"Standard B, Armature and Field-Coil Varnish" (black),, 
manufactured by the Standard Paint Company. Both invest 
the insulation with greater ability to withstand carbonisation, 
as shown by the following experiment, made at the author's 
suggestion. A complete wire with several wrappings of 
insulation and cotton braiding was impregnated at different 
points in its length with shellac and the above-mentioned 
varnish. Upon heating the wire by means of an electric 
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current, the unimpregnated portions became carbonised, 
whilst the impregnated sections remained uninjured. 

Example. — Suppose that the electrical data relative to a 
machine yielding 4,000 amperes at 20 volts with a speed of 
220 revolutions is as follows : 

Armature diameter D = 97*9. 

Armature length / = 6o'o. 

Number of wires in armature circuit... N ■= 120. 

Number of pairs of poles / = 3- 

Half the number of collecting points, pi = 3. 
Mean length of an armature coil ... L = i'6m. 

The armature is further assumed to be of the toothed type* 
It is required to reconstruct this machine for an output of 

700 amperes at 120 volts when running at 250 revolutions. 

Having regard to the very low saturation of the field in" the 

original machine, we may without hesitation arrange to double 

that saturation. As a consequence, 

XT 1 220 120 
Ni = J • — • . — . 120 - 320. 
250 20 

Allowing a 4 per cent, drop in pressure — that is to say, 
4*8 volts when the armature is at its maximum temperature, 
the requisite section of wire, 

320 X 700 X i*6 X 1*2 .^ .„. , 

= ^—- — = 41*5 square millimetres. 

60 X 4*8 X 4 X g 

This corresponds approximately to a sectional area of a 
cable 8*2 mm. in diameter bare, or 8*9 mm. insulated* 
If we execute the winding in two layers, the necessary 
width of the slots will be about 10 mm., and their depth 
20 mm. or 21 mm. The grooves are given a somewhat greater 
depth than is actually required for taking the conductors; 
this permits the binding wires to be countersunk flush with 
the teeth. The diameter of the finished armature is then 
equal to that of its core. 

Verification. — The arc embraced by each pole of the 
machine has a length of 30 cm. ; the air-gap amounts 
to o*6 cm.; while the armature E.M.F. — that is to say, 
the pressure between the brushes + the internal loss io 

5* 
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ohms + the drop of pressure due to armature reactions- 
may be taken at 130 volts. From this it foUows that : 

B = ^3 Q X 60 X iqs X - 
320 X 250 X 3 



. 1-42. 



60 X 30 
Further, according to equation (26), 

k,„ , < i*^- 5.400 ^ o'6 „ . 

'"■' 4 T ' 30 

and, from the data of the machine, 

k~ ,-3^ 0x700 ,^^^. 

2 X 3 X 97-9 X IT 

A,..„ 

Air-Gap. — With smooth armatures the air-gap comprises 
the following dimensions : 

1. Thickness of insulation (paper, calico, etc.), about 
I mm. to 2 mm. 

2. Radial depth of the several layers of winding. When 

wire of round sec- 
tion is employed, 
this depth is mini- 
mised by disposing 
the winding so that 
the conductors com- 
posing each succes- 
sive layer coincide 
with the depressions 
formed between the 
conductors of the 
immediately preced- 
ing layer. Taking 
N, as the number 
of layers, the total depth = (ij + (N, - i) di sin 60'. But it 
is not customary to overwind armatures with more than two 
layers, so that 

k - 1-9 d,. 

' 3. Diameter of the binding wire + thickness of insulating 
bandages, 1*5 mm. to 2 mm. 
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4. Air-gap proper between the finished armature and pole- 
pieces, 2 mm. to 5 mm. 

RespectiHg toothed armatures we have the following rule : 

S>o'5u (see Fig. 47). 

D. Calculations neeessary for the Design of an Armature. 

To be able to calculate in advance, without great loss of 
time, the dimensions of a dynamo to be constructed, we 
must perform two operations: 

I. Calculate the approximate dimensions of the armature — 
diameter and length. 2. Verify this calculation. 

First approximation to the exterior dimensions of the armature : 

Using equation (10) — 

g ^ N . . n ^ ^ . 
60 X 10^ ' pi 

wherein N — — ^ — ^1 JL; 

and 4> - ^-I^ll^. 

^ 2^ 

^ _ k.2 p^D IT Dxjg/B np 

C ' 2 p ' /i 60 . 10® ' 

T^ /E C /6o X 10* I /^.x 

For preliminary estimates it will suffice to assume the 
following values : 

k = 100 for ring armatures ; 
A = 150 for drum armatures ; 
B = 5,600 ; 
/8 - 07. 

We are thus enabled to give equation (41) a simpler form — 
viz. : 

For ring windings : 



whence 



Dcm. = 39a/^-, .... (50) 
^ n I 
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where / is measured in centimetres. 



Inch ^ 9 

where / is measured in inches. 
For drum windings : 



11 I 



(50) 



D,,. = 32 y EC I 

^ n I 

where / is measured in centimetres. 

D,„ch ' 7-9 x/— 7 

or, assuming Z = X D — 
For ring windings : 

D«„. = 11-5 y^^i 

^ « X 
For drum windings : 

Do. = 10 yucT 

^ « X 



(51) 



(51) 



• • • • 



.... 



(52) 



(52) 



c • 



Di„ch-4>y?-? 



I 
n \ 



(53) 



(53) 



These formulae correspond almost exactly with those 
given by Mr. Albion T. Snell (see Journal of the Institution 
of Electrical Engineers, vol. xix.). 

How far they answer to the conditions prevailing in actual 
practice may be gathered from the comparisons given below : 





EC 
n 




Calculated. 


Executed. 




No. 


X. 










Remarks. 




D. 


/. 


D. 


/. 










cm. 


cm. 


cm. 


cm. 




I 


I '92 


0-89 


13 


II-5 


18 


16 




2 


lO 


112 


20 7 


23-2 


24 


27 


-Bipolar drum. 


3 


22*2 


079 


304 


24 


316 


25 


• 


4 


57 


078 


41*8 


32 '6 


41 


32 


4-pole drum. 


5 


ICO 


0*67 


61 


41 


60 


40 


Bipolar ring. 


6 


178 


0-45 


73-5 


33 


80 


36 


6-pole drum. 


7 


545 


o-6i 


no 


67 


98 


60 


. 6-pole ring. 


S 


660 


0-48 


III 


53*5 


115 


55 


4-pole dnmi. 


9 


2750 


o-i8 


248 


45 


237 


43 


24-pole drum. 


10 


20000 


0-34 


390 


132 


320 


no 


i2-pole dnnn. 
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We thus see that the formulae give concordant results for 
machines of from about 15 kw. to 400 kw. output. In smaller 
machines it becomes necessary, from purely mechanical 
reasons, to allow a relatively greater diameter. 

Having ascertained the approximate diameter and length, 

based on the ratio X = ^^ , we may then proceed to determine 

the requisite gauge of wire. For a first approximation the 
following procedure will be found advantageous : 

The mean length, l, of one complete loop (in drum 
windings being equivalent to the length of a single 
peripheral conductor + that of the connection on one end 
•of the core) is 

L = o'oig (0-45 D + /) = o'oig D (0*45 + X) metres . (54) 

where L is in metres, and D and / are given in centimetres. In 
English measures we shall have L (in feet) = 0*158 D (0*45 + X), 
D being given in inches. 
Further, according to equations (29) and (47) 

C ^ L . N . C 

2pi.c 200 . pi . € E' 

Substituting the value of N from equation (10), and for <t> 

its value = — - /SIB, this equation then reads : 

2p 

_ 1 -38/86 XDnc 

lo*^ (0-45 + X) 

For application in the case of machines destined to run at 
speeds varying only slightly from the normal, this equation may 

iiirther be considerably simplified, since is now almost 

•constant, averaging about 17,500. In the case of slow-running 
dynamos, or where X is small, it is requisite to reduce this 
number by from 20 to 30 per cent., or should, on the other 
iiand, large machines with longer armatures be in question, 
it must be increased about 20 to 30 per cent. 

If we suppose that fi = 07 and B = 5,600, then 

c = 90 . e (see equation 48) ; 

or, in English measurement, 

c per square inch = 580 € ; 



c- :Z,-.-"" .... (55) 
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C 

s (in square millimetres) = ^r — . . (56> 

/»i . i8o € 

or, in English measure, 

C 
s (in square inches) = . . (56) 

pi . 116,000 e 

More Exact Determination. — In order to obtain more accurate 
figures we should now sketch a small portion of the armature's 
circumference in outline, either to natural or enlarged scale 
(see Fig. 47). We then proceed to calculate the number of 
wires N" which correspond to a length u^ — 

N = ?^ . N" 

In toothed armatures the slots are generally either equal or 
double in number to the commutator sections. 

To avoid all possibility of the pole-pieces becoming 
reversely magnetised, due attention must be given to see that 
equation (27) is satisfied — that is to say, 

N < 6-37 . ^L^pj^ > ?Jr N", 

C p Ui 

or, in English measure, 

N<a.5?iA^>HzN:, 
Co Wi 

where B = induction per square inch, and S is measured in: 
inches. 

At the same time we must not omit to ensure that the 
saturation of the teeth lies within the necessary limits. In 
bipolar dynamos this value must not exceed 16,000 to 18,000- 
lines, whereas when multipolar machines are concerned this 
value should not exceed 12,000 to 15,000. 

By an appropriate modification of the values B, S, j8, N",. 
and Ui, and changing the sectional area of the wires, it is- 
always possible to fulfil these conditions. 

Substituting the values of <f> and N = — — N" in the equa- 



«i 



tion (10), we may calculate the diameter of the armature 
with sufficient precision by the aid of the equation. 



▼ * 



E pi Wj 120 X 10 
where E = the induced E.M.F. 



8 



(57> 
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Verification. — After the foregoing calculations have been 
completed, a verification of the several dimensions is indis* 
pensable. The size of the wire to be employed must first be 
determined, which may be done from the dimensions given in 
the design. Similarly we must assure ourselves that there willi 
be sufficient room for the end connections, etc. 

Example i.— Let it be required to determine the necessary 
armature for a four-pole drum machine yielding loo, kw,. 
(125 volts, 800 amperes) at a speed of 400 revolutions : 

pi = 2; X - o'6 ; € =» o'03 (3 per cent, loss) ;. jS =• 07. 

According to equation (53) 



D = 10 «/l2?!22^ . — - 75 centimetres ; 
V 400 0-6 '^^ 

/ « o'6 X 75 « 45 centimetres ; 
while, according to equation (56), 

,s - = — = 74 square millimetres. 

pi X 180 X € 2 X 180 X 0*03 

(See Fig. 48.)> 

Further, according to equation (27), 

N - EJLN: < 6-37 ^^-^ ; 
Ui C p 

or, 75 ^ ^ 6'37 B c? , 2 x 2 

17 800 X 07 

Selecting the values B « 6,000 and S « o*6 cm., we obtaim 
on the left side of this equation 138, and on the right side 
164; therefore 

*^- rig. 
k 

and, according to equation (57), 

D - / I32x2xr7_ i20xio« . g ^^tj^etres. 
'V I X 07 X 45 X 400 ir^ 6,000 

The diameter given by formula (53) was consequently 

somewhat too small; for this diameter -^ = i'o6. Thus it i& 

k 

sufficiently evident that the employment of toothed armature 
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cores is limited by the output of the machine, and depends 
also on the number of poles. In order, for instance, to 
prevent a reversal of the magnet poles by the armature 
reaction we are obliged to allow a very considerable air-gap, 
thereby forfeiting one of the advantages of the teeth — 
i.e., that constituted in being able to reduce the air-gap, 
and, consequently, also the number of ampere -turns in the 
field winding. By slightly enlarging the pole-shoes, the 
machine in question might almost to equal advantage be 
provided with a smooth armature. However, by modifying 
the machine for a six-pole field, we are enabled not only to 
retain the toothed type of core, but also to secure at the 
same time its full advantages. 





Example 2. — Modification of the machine described in 
Example i for six poles and six brushes, assuming that the 
armature length (45 cm.) remains unchanged: 

s = — ^ — - — ; — = 50 square millimetres in round figures. 



= 2*1 (see Fig. 49). 
< 6-37 " 



800 X 07" 
Further, let B = 5,500 and 5 = 0-5; then 



V 2 X 07 > 



< 45 X r.ioo x' 
Corresponding to this diameter 



.5.500 
A". _ 



- 85 centimetres. 



We are thus enabled — quite apart from the other advan- 
tages of six-pole machines (such as a saving in weight)^ 
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to reduce the air-gap to a minimum, and thereby effect a 
saving of about 24 per cent, in the ampere-turns, which 
would otherwise have been requisite. 

Calculation of the Interior Diameter of an Armature. — When 
drum armatures are in question, the interior diameter 
of the core depends entirely upon the value of ^, but with 
Gramme rings, on the other hand, the possibility of placing 
the interior wires must be considered. As a consequence, ring 
machines have a comparatively greater armature diameter, 
especially in the case of small machines. 

After the value of <f> has been computed from the dimensions 
and winding, we may ascertain the inner diameter of the 
armature by assuming various saturations, Ba, for the core, 
and then calculating, according to the method given in 
equation (34), the corresponding watts lost through hysteresis. 
The following approximate figures might, for instance, be 
taken : 

For two-pole machines B« = 14,000 to 16,000. 
„ four- „ „ Ba = 12,000 to 14,000. 

„ six- „ „ Ba = 9,000 to 12,000. 

It may also be mentioned that with toothed armatures it is 
usual to disregard the teeth and only reckon as permeable that 
area of the core contained between the bottom of the notches 
and the inner surface of the armature. When, therefore, we 
write 

_ Di ^ Interior diameter 
D' Exterior diameter 

it is always to be understood that D' denotes the 
diameter measured between the bases of the teeth. The 
direct calculation of Dj is likewise rather complex, but 
may be facilitated by employing the tables given at the 
end of this book (Chapter XII.). 

By substituting in equation (34) the values of: 



B 







D'2 (I - t) 0-9 X ' 
fj == 0-003 ; 

and V = ?^ (I - t2) X . 0-9, 
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we obtain the formula : 

4 

(i_-_T)0«^ 2^5 ^ ^ o)^_ . ^ 

We proceed now to work out the middle term of this 
equation, employing Table VI I. This operation gives us the 
value of w, enabling us thereby to obtain the corresponding 
value of T from Table VIII. Approximately speaking 
T = I - A. 

Example. — Given a permissible loss of i,200 watts (i'2 per 
cent.), what interior diameter must be allowed for the six-pole 
machine dealt with in the previous example ? 

= -^ ^-—^ — - 7,800,000 ; 

2-1 

D' - 85 - 4 = 81 ; 

'^ - 87^4 - -■''• 
1*6 log 7,800,000 - log (io'65 X io^°) ; 

0-2 log 81 = log 2-41. 
\®-* (according to Table VIII.) = 0*697 5 

400 X 3 
CO = ^—- — ^ = 20 ; 

60 

A = ^5 10-65 X 10" . ^ £2- = 0-264. 

10^^ 2-41 0*697 1,200 

Referring again to Table VIII., we find that corresponding 
to this value t -« 073. It is also to be remarked here that 
I - A = I - 0*264 ^ 0*736, and, therefore, agrees fairly 
closely with the value of t determined from the table. 

From the above we calculate : 

^\ ^ 0*73 X 81 = 59 centimetres. 

Denoting by ti the ratio borne by the internal diameter, 
Di, to the external diameter, D, of the armature, the latter 
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measured from the crowns of the teeth, we may tabulate as 
follows the approximate values holding good in practice. 



Number of Poles. 


n 


2 

4 
6 

8 

lO 
12 

24 


o'3 to 0*4 
o*6 to 0*65 
0-65 to 07 
07s to 0-8 
078 to 0-83 
o-8o to 0-85 
o'9 



These figures relate to machines actually constructed of 
from 2 h.p. to 2,000 h.p. ; the larger values of ti refer to the 
larger machines. In the calculation for a six-pole machine 
just worked out, our figures were D = 85 centimetres ; Dj = 59, 

and as — ^ = 59 _ 0*7 in round numbers, it will be seen that 

the agreement with the table is fairly close. 

In conclusion, we insert another table containing the 
dimensions, etc., relative to armatures of various makes. It 
is not suggested that the figures contained therein should 
represent finality or be employed indiscriminately as bases for 
new construction. Although a greater part of the machines 
quoted may possess undoubted merits — for which the names 
of their respective manufacturers offer, indeed, a certain 
guarantee — ^yet the list also includes machines which quite 
as indisputably leave room for improvement. The table is 
intended to serve merely as an aid by which the approxi- 
mate dimensions of a machine may be quickly determined, 
and for purposes of comparison. Those who understand the 
art of designing will also be able to derive many interesting 
conclusions from the figures given. 
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TABLK CONTAINING THE DIMENSIONS ANl> 



=3 


Si)ecific 
Output 
in Kilo- 
watts. 


Normal 
Output 


Volts. 


Speed. 


i 
1 . 


1 
I 

1 

' Pi 

1 


Armature. 




D / 

cm. cm. 


N. 


Wire. 

1 


I 


042 


I h.p 


1 10 


I 750 


13*3 13 3 

1 


768 


1 

1 — 


2 


075 


I "5 kw. 


loo 


2.1K)0 




\ 


! 15 15-6 

1 


2(K) 


1-8 


3 


2*4 


5 h.p. 


no 


I 550 


* 


1 


1 
209 204 


348 


1 


4 


416 

1 


5 kw. 


1 10 


I 200 






20 , 20 

1 


228 


25 


5 


5 35 


7'5 .. 


100 


I 400 


1 


1 I 

1 


27-6 28 


'165 


3-8 


6 


5 4 


10 h.p. 


, 220 


I 360 


1 




235 234 


576 




7 


II 


20 ,, 


1 

1 220 


I 35" 






296 29 


320 




8 


156 


14 kw. 


125 


9CK) 






30 26 


180 


4 


9 


25 


20 ,. 


I(K> 


800 




1 


42 42 


144 { 


19 wires o» 
1*6 mm 


lo 


27 


21 ., 


105 


780 




1 I 


282 19 


120 


30 sq. mnu 


II 


38 


35 Ji-P. 


440 


675 






38 4 36-2 


464 


— . 


12 


57 


40 kw. 


125 


yiK) 


2 


1 


41 32 


122 


3 X 18 


13 


63 


30 h.p. 


500 


350 


2 




295 38 


760 


23 


14 


666 


40 kw. 


I<K> 


6<K) 


I 


1 4 


51 '4 40 


80 


92 


15 


83 


50 .. 


125 


6<x> 


2 


2 


56 36 


224 


2 X 16 


i6 


834 


5« .• 


125 


600 


2 


^ 


58 27 


210 




17 


100 


60 ,, 


IIu 


600 


2 


2 


t 

50 j 38 


160 


6x6 


i8 


114 


75 ^'P- 


440 


675 


I 


I 


50 1 47 


38-8 


— 


19 


- 120 


60 kw 


120 


500 


I 


I 


62 '2 , 40 


140 


22 X 4 


20 


148 


74 .. 


53« 


5o<. 


3 


I 


80 ; 35 


4(M) 


I X 25 


21 


160 


72 ., 


125 


450 


2 


2 


63 44 


176 


3 X 18 


22 


330 


66 ., 


2(.Kt 


no 


2 


^ 


105 31 


516 




23 


666 


200 ,, 


530 


300 


2 


2 


"5 55 

1 


488 


r6 X 18 


24 


900 


360 .. 


600 


4(x> 


2 


2 


122 


635 


360 


— 


25 


2740 


410 ,, 


" 


150 


12 


12 


237 j 43 


432 { 


19 wires of 
2*8 mm. 


26 


20000 


1500 ,. 


550 


75 


6 


6 


320 


no 
(about) 


1392 


6-35 X 19 
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WIXI)INC;S OF ARMATURES OK DIFFERENT TYPES. 



Commutator. 


S 
cm. 


1 





X' Length 
cm. 


Observations. 


1 
M — 


— 1 


489,000 , 


Sprague (Manchester type) 


40 4 ! 


014 1 


1,570,000 , 


Oerlikon, old form (Manchester type) 


3» - ! 


— 


1,228,000 I 

1 


Sprague 


38 1 8 




2,560,000 


Soc. anonyme dVlcctricite (formerly Lahmeyer)* 


SS 6 


0175 


2,800,000 


Oerlikon old type 


48 ■ - 

1 




1,800,000 


Sprague 


! 1 
80 — 


— 


2,974,000 


Sprague 


45 


1 
«5 

1 


o-s 1 


5,o<x),oo(> 


J. Farcot 


> 


1 
13 


o'lo 


5,700,000 


Oerlikon, old type 


6i> 


— 


I -05 


7.153000 


Gisbcrt Kapp 


58 






8,517,000 


Sprague 


61 

1 


16-4 


0-6 


4.750 000 


Oerlikon 


95 ' 7*5 


0-555 


5,200,000 


Westinghouse Conii>any (tramway motor)/ 


40 21 




13,800 000 


Oerlikon. old type 


112 — 


075 


6 000,000 


J. Farcot 


105 14-5 




6 400,000 


( leneral Electric Company 


80 i 18-5 


— 


7.500,000 


Schuckert 


97 — 




13,430,000 


Sprague 


70 j 22 

* 


0-5 


II 000.000 


Oerlikon, old tyj">e 


200 


12 




5,700,000 


Alioth, Basic 


88 


18 


o'8 


10,000,000 


Oerlikon 


516 1 34 


— 


22 600,000 


Siemens and Halske 


244 ' 23 

1 


10 


23 400,000 


Oerlikon 


180 


38 


— 


27,000,000 


General Electric Company 


J216 


35 


2*45 


5,600,000 


Oerlikon 


696 


50-4 


0-635 


35,000,000 


General Electric Company 

1 
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CHAPTER III. 
The Design of the Field Magnets. 

A. Characteristie Properties of Different Magnet Windings 

The simplest means by which one can obtain a clear insight 
into what actually goes on in a dynamo, consists in graphically 
plotting its characteristic — 3. method which was first employed 
by Faraday, and has since found universal favour. One should, 
moreover, never neglect to keep a graphic record of all test 
results, for it is only possible in this manner to verify data, or 
detect the results of unavoidable errors, and distinguish these 
from faults of construction which may be remedied. 

The ordinary system of co-ordinates is utilised for this 
purpose, and it is customary in plotting values which are to 
be compared — excitation with pressure, pressure with speed, 
etc. — ^to represent the pressures as ordinates, and the 
corresponding speeds, or if required, the ampere-turns (or 
simply the amperes) as abscissae. 

Although, strictly speaking, the term *' characteristic " 
applies only to curves exhibiting the relation between 
armature current and terminal voltage, yet the expression 
is frequently employed in reference to curves generally. 
Of these curves, by far the most important is that one 
which affords a means of comparison between magneto- 
motive force (Cm Nm) and pressure. We might call it the 
"curve of magnetisation." Its peculiar value lies in that 
at any time the characteristic proper may, with ease, be 
deduced from it. Instead of representing by the ordinates 
the terminal pressure or the induced E.M.F., it is more 
advantageous to substitute the total induction, 0, com- 
puted by means of equation (lo). We thereby become not 
only independent of the revolutions, but also of the number 
of inductors contained in the armature winding — a simpli- 
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fication which will frequently prove convenient in later 
calculations. 

Fig* 50 depicts such a curve of magnetisation, which will 
serve for any separately-excited machine running on open 
circuit. As will be observed, the curve at its outset is very 
nearly straight, until a certain point is reached, where it bends 
rapidly and then finally resolves itself into a straight line 
inclined at a small angle to the horizontal axis. That is to 
sayy the lines of induction increase at first almost in proportion 
to the strength of the exciting current, but afterwards approximates 
more and more nearly to a maximum value. The field of 
an arc-lighting dynamo should 
be neither too weakly nor too 
strongly saturated. The former 
condition conduces to instability 
of the brush pressure, consider- 
able fluctuations arising with the 
least variation of speed, while 
the disadvantage of too dense a 
field is only a question of relative 
cost. In order to keep the initial Excitation 

cost of a machine within limits. Fig. 50. 

and at the same time avoid the 
first-mentioned defect, the following rule should be observed : 

// we continue the first straight portion of the characteristic 
(Fig, 50) until it cuts the straight line E b drawn parallel to the 
axis of absdsscB^ at the vertical distance E {E.M.F.) in a, then the 
distance a b should be approximately equal to E a, but in no case 
should it be shorter than E a. 

This rule, as will become apparent later on, may also be 
expressed as follows: The total number of ampere-turns in 
the field magnets should be at least twice as great as would 
overcome the resistance of double the air-gap. 

Arc-lighting machines and series-wound motors provide 
exceptions to this rule. In these cases it is advantageous to 
employ the strongest possible saturations. 

The Series Machine. 

In the series- wound type of machine, as shown in Fig. 51, 
the whole current generated in the armature circulates through 

6 
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the field windings in accordance with Ohm's law- A lowering 
of the external resistance consequently produces an immediate 
increase of current ; and as this means correspondingly 
increased excitation, the pressure, of course, also rises. It 
is for this reason that series-wound dynamos are not well 
adapted for employment with incandescent lamps requiring 
constant pressure ; whilst, on the other hand, they are 
eminently adapted for running on arc-light circuits, or those 
supplying incandescent lamps mounted in series. For the 
latter purpose it is, however, requisite that the machine should 
maintain a constant current strength, whilst with a varying 
number of lamps in series the necessity arises for corre- 
sponding adjustments of the pressure. Various methods are 
in vogue for effecting this purpose, but they may all be 
divided into three comprehensive groups, as follows : (r) 
regulation of pressure through adjustment of the magnetic 
field; (2) regulation by shifting the brushes (this method is 

only applicable with machines pos- 
sessing feeble armature reaction and 
a relatively large number of com- 
mutator segments, for otherwise 
sparking would be too violent) ; 
(3) regulation by adjusting the num- 
ber of revolutions to produce the 
pc^j^a— a'fca— I voltages required. 

I c^ 'fS ir ^ '^ -^'<-^ Looked at from an economical 

'^ H.F^-^jP-* point of view the last method would 
^^°' ^'' appear to be the best, though it would 

appear to have found but little appli- 
cation in practice. While upon this subject, attention may 
be directed to a very interesting lecture delivered by A. 
Bernstein before the Elektrotechnische Verein, Berliii, on 
October 22, i88g. (See Elektrotechnische Zeitschrift for Novem- 
ber, 1889.) 

A. Bernstein pointed out that a constant current might be 
maintained in an installation of electric lamps arranged in 
series^ with a series-wound dynamo as a source of supply, 
by dispensing entirely with the governor of the driving engine, 
as the engine then works at a constant piston pressure. 
The following phenomena occur when a portion of the lamps 
are switched off: In the first place, the resistance of the 
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^external circuit is decreased ; at the existing pressure the 
-current would therefore increase, requiring at the same time 
an extra expenditure of energy on the engine's part. But 
as there is no reserve of steam pressure, this extra demand 
necessarily reacts upon the engine, decreasing its speed, but 
only to that extent which is sufficient to balance the current. 

The consideration of the series -wound dynamo in its use 
as a generator for arc lamps connected in series, constitutes 
the contents of a separate chapter. We will now pass on 
to the consideration of this type of machine in its capacity 
as a transmitter of energy. It will be of especial interest to 
acquaint ourselves with the conditions under which a constant 
speed of the secondary machine is attainable with a variable 
load. 

The internal pressure of the primary machine might, as 
previously, be computed by means of the formula — 

60 X 10^ ' />i ' 
For the sake of simplicity this may be written 

E = K.»./(C NJ. 

If R represents the sum of the resistances of the generator 
and the motor (armatures and magnets), together with that of 
the connecting leads, there will remain at the terminals of the 
secondary machine an effective pressure. 

El = E - C . R = K . « ./ (C N^) - C R, 

or, as El may also be written Ki . ni . / . (C N'm)> the speed 
•of the motor may be expressed by 



ni = 



El ^ Kn/(C N^) ^ C R 



Ki / (C N'«) Ki / (C N',„) Ki / (C N'«) 

The simplest case would be where the two machines are 
•complete duplicates of one another, botli as regards con- 
struction and winding — ^that is to say, when 

Ki = K; N',,- N„,; /(CN'J =/(CN«). 

Further, assuming that both machines are to be worked 
with a degree of saturation not exceeding the limit repre- 
:sented by the straight portion of the characteristic (Fig. 50), 

6* 
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it follows that / (C Km) might also be written K2 . C, andl 
equation (51) might be more simply expressed as follows : 

«i = n - = n - Kg . . . . (60) 

Kj Kg 

That is to say, the secondary machine should theoretically 
maintain a constant speed as long as n (which represents the 
speed of the primary machine) remains constant, however the 
load is varied, provided that its saturation remains within the 
limit represented by the straight part of the characteristic- 
Practice does not, however, always conform to this theory, 
because, as we shall see later on, the reaction of the armature 
currents on the magnetic field often constitutes a factor which 
must not be neglected. In the primary machine it tends, as a 
matter of fact, to weaken the magnetic field, but it strengthens 
that of the secondary machine. Thus, the armature reaction 
in the motor does not counteract that of the generator, but 
the two effects sum themselves up. Having regard to this- 
fact, it is always advisable to allow a slightly increased length 
of winding for the generator magnets, whilst the motor's field 
winding should be shortened by a corresponding amount. 
Moreover, attention must naturally be directed to remove as 
far as possible the cause of this disturbance by proper con- 
struction of the machines (see Chapter VI.). 

If the two machines are required to run at equal speeds, 
the only change necessary is a modification of the constants * 
K and Kj. In that case we may write 

K R 



'--K,- 


. n 


1^1 . 1^2 


«i = n. 






From this it follows — 






K 


. n 


R 


K, -(k 


. n 





or. 

The foregoing formulae, as already remarked, are only 
applicable provided that both machines are to work on the 
straight portion of their characteristics. If, now, we con- 
sider the case most often met with in practice, in which 
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the primary and secondary machines, although similar as 
regards construction and winding, yet work with different 
degrees of saturation, equation (60) will then read — 

C R 



Wj = » - 



K/(CN'J 



(61) 



,9X1^ 



The numerator of the fraction increases in proportion to 
the strength of current supplied, whilst a reference to 
Curve 50 shows us that the / (C N',„) no longer rises in 
proportion to the current strength. As a consequence, the 
fraction no longer remains constant, but rises steadily with 
an increasing • value of C — that is to say, the secondary 
machine will run with less and less speed as the load is 
increased. 

It still remains for us to consider what further modifications 
will result in the case where the motor and the generator 
-differ both in form and degree of saturation. A graphic 
delineation of the equation Ej = E - C R may easily be 
obtained by plotting the internal characteristic of the primary 
machine together with the straight line C R. As, however, 

the drop of pressure 
in the secondary 
machine is still an 
unknown quantity, we 
will base our calcu- 
lation on a permis- 
sible limit, which we 
will endeavour sub- 
sequently to attain 
by a suitable design 
of the winding. 

When the losses in 
the leads are relatively 
great, it is of little 
•consequence if the other losses found in practice differ slightly 
from those previously obtained from calculation. 

In order to allow for the influence of the armature reaction, 
the calculation of which is extremely complicated, it will 
at present suffice in most cases to estimate the total loss 
at double the loss due to the armature resistance. 

If the ordinates of the primary characteristic be diminished 




^£-/?/^ 



y-fc 



Excitation 
Fig. 52. 
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by the corresponding magnitudes, C . R, we shall obtain a. 
new curve, termed the secondary or*internal characteristic (see 
Fig. 52). Consequently, the motor may be dealt with by 
a method similar to that applied to the generator; it will 
suffice to determine how the ordinates of the characteristic 
and those of Curve III. can be made to correspond for the 
same current strength (not the fsame number of ampere-^ 
turns). 

A rapid comparison of the two Curves I. and III., 
makes it at once evident that constancy of speed in the 

secondary machines can only be obtained*- 
even when high saturations are employed^ 
when the average degree of saturation 
in the motor is higher than that in the 
,yX^^^ generator. Due to this favourable cir- 

I >^nr cumstance, we may give slightly smaller 

dimensions to the motor than to the 
generator. Further, when the load varia- 
tions are inconsiderable, it is naturally 
only requisite that the secondary charac- 
teristic should coincide with Curve III. 
at those points between which the actual 
fluctuations in the current occur, whilst 
the remaining parts of the curves may 
take quite different courses. 

For the rest, the secondary characteristic must not curve 
too sharply, because abrupt bends are only attainable with 
the co-operation of a strong armature reaction, a condition 
which is very apt to induce violent sparking at the brushes.- 





Fig. 53. 



The Shunt-Wound Machine. 
(See Fig. 53.) 

The current flowing at any time through the magnet 
windings is expressed according to Ohm's law — 



v^m — 



R' 



where R represents the collective resistance of the magnet 
coils connected in series between the two brushes.. 
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As in this type of machine the exciting current is com- 
paratively independent of the external circuit, it naturally 
follows that with constant armature speed the pressure 
between the brushes (apart from a relatively slight drop of 
voltage in the armature, due to the combined effects of 
resistance and armature reactions) will vary only within 
relatively narrow limits. This feature renders this type of 
machine particularly suitable for installations where the total 
resistance of the external circuits is relatively small. Shunt- 
wound machines possessing high armature resistances con- 
stitute exceptions to this rule. 

Before entering into calculations for shunt winding, we will 
symbolise the necessary values respectively as follows : 

Let Cm N« = requisite number of ampere-turns per magnet 

coil ; 
s = cross-sectional area of the magnet wire ; 
L = mean length of a single turn of the magnet 

windings ; 
E = pressure between the brushes ; 
Not = number of turns per coil ; 
N'ot = number of magnet coils connected in series ; 
C = total armature current, and 
C„ = e C — current flowing through the magnet windings 

(100 . e = per cent, loss) ; consequently 

E E 



C„.-- 



N„.N' 



tn *-^ m • 



60 . S 



From this the value of s may be computed ; but in consequence 
of the increase of resistance with the rise of temperature, about 
20 per cent, must be added to the calculated result. Then 

s = (Cm N„t) N^;, L ,g^v 

E50 

This formula, it may be observed, also holds good for series 
machines. 
Further, as Cm = s . c, we can also write 

N«N'„L = -^^ (63) 

c 

wherein the total length of wire is indicated on the left. 
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Cm Nm denotes the number of ampere-turns per magnet, 
and is, therefore, initially determined, as is likewise the case 
with regard to E (the pressure between the brushes), while L 
is only ascertainable from the structural dimensions of the 
machine, and must be estimated approximately. 

Since it is advantageous, in order to avoid the use of two 
thin wires, to arrange all the coils in series (H'^ being then 
equal to the total number of coils), s preserves a definite value 
for every machine, quite independent of the respective exciting 
current strengths. We have now only to determine the 
number of the turns per coil — 

Nm= ^^ = ^^ .... (64) 

Example i. — A small machine with a terminal pressure 
of 25 volts requires an excitation of 2,500 ampere-turns 
per magnet coil. Let the mean length of a turn be 
L = 0*64 m., then the two coils being connected in series 
N',« = 2. What must be the diameter of the wire ? 

According to equation (62) : 

, ^ CmN,..N-,.L ^ 2,500 X 2 X 0-64 ^ ^6 ^^ 

E . 50 25 X 50 

The diameter corresponding to this section, according to 
Table II. (at the end of the book) = i*8 mm. 

Example 2. — It is required to so proportion the shunt 
winding of a two-pole machine, giving an output of 
250 amperes at 5 volts pressure, that the shunt current 
does not exceed about 7 per cent, of the total current 
generated. How must we proceed ? 

Let Cm Nm = 4,300, and l = 0*5 m. The two magnet 
coils being connected in series, N',« = 2. 

According to equation (62) : 

s = 1^^ ^ — 5 = 17-2 square millimetres. 

5 X 50 

Further, equation (56) gives us : 
N^ = C^nNm 4>3Q0 — ^ 246 turns per magnet coil. 

€ . C 0*07 X 250 

In connection with the foregoing remarks, there remains 



DYNAMOS. 8g 

still another question for consideration — viz. : What effect 
would be obtained if we arranged the two magnet coils of a 
two-pole machine in parallel instead of in series ? 

A solution may easily be obtained. 

Denoting by r the resistance of a single magnet coil, then 
for series connection 

R = 2 . r, 

whereas for parallel connection 

2 

The total flow of current through the magnet windings 

2 Y 

would, therefore, be — '— = four times as great in the latter 

Y 
2 

as compared with the former case; and since this total 
current flow is divided equally between the two coils, we 
obtain as resultants: 

Ampere-turns = ^ — - N^ = 2 Cm N^. 

2 

Under certain conditions this method might be employed 
as a makeshift, should a machine, during its test, prove of 
too low a voltage. Such a procedure is, however, always a 
doubtful remedy, and for this reason too much care cannot 
be bestowed upon calculations relative to the shunt windings, 
since unwinding the coils after the machine has once been 
constructed will entail much expense and loss of time. On 
the other hand, a possible heating of the magnets might be 
remedied by adding more turns in series with the original 
coils. 

For the charging of accumulators, shunt-wound dynamos 
are almost exclusively employed. It is always advisable when 
putting down plant for accumulator charging to insert a 
minimum-current cut-out in the main circuit, so that the 
connection between the dynamo and accumulators may be 
automatically broken should the current generated by the 
machine sink below a certain minimum value. An example 
will show the advantage of such an arrangement. 

Let us suppose that from some cause or other the dynamo 
belt should slip off the driving pulley ; a back current from 
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the accumulators will at once result. If the dynamo happens 
to be running at full speed at the time, this will, indeed, 
have no detrimental effect, the machine then simply con- 
tinuing to run as a motor with the same direction of rotation. 
Should, however, the contrary be the case, which is perhaps 
the most probable contingency, then the battery of accumu- 
lators will be short-circuited through the extremely low 
resistance of the almost stationary armature, and thus 
exposed to injury. This action of the battery might, 
indeed, be prevented by the insertion of protecting fuses 
in the circuit, though this method does not always suffice 
to prevent a reversal of the magnet poles — a phenomenon 
which the author has often observed with machines of the 
well-known Manchester type. This fact would appear in 
the light of a contradiction to the theory of shunt-wound 
dynamos, in so far as the magnetising current has the 
same direction of flow in either case. 

The explanation is manifestly attributable to the fact that 
through the short-circuiting of the battery through the 
machine, and consequent sudden increase of current carried 
by the armature, a reversed current is induced in the field- 
magnet coils. Besides this the original exciting current 
naturally decreases as a simple consequence of the diminished 
pressure ; the magnetic field at last vanishing entirely, or 
even becoming reversed by virtue of the current induced by 
the variation of the armature current. 

The employment of a single machine for charging purposes 
is always attended with certain disadvantages. Thus, since 
the voltage of the accumulators rises towards the end of 
the charging process by about 35 per cent., the dynamo 
must necessarily be designed for this maximum pressure, 
and is, therefore, during most of the time of charging, very 
weakly saturated, a condition which is liable to cause 
sparking. For this reason, supplementary machines, or 
boosters, are employed in nearly all large central supply 
stations working with accumulators. These boosters are 
arranged so that they may be switched in series with the 
principal generators, and thus, when required, made to furnish 
the additional pressure requisite to complete the charging 
operation. But, as at the same time with the increase of 
back pressure from the accumulators a corresponding decrease 
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of the charging current must perforce occur, it becomes 
evident that the boosters may be designed for a somewhat 
smaller current capacity than the primary machines. 



Regulation ofihc Exciting Current in a Shunt-Wound Machine. — 

E 
An inspection of the equation C^ = ^ makes it obvious 

that by inserting a variable resistance in the shunt circuit 
of a dynamo we are enabled to modify Cm, and consequently 
also the terminal pressure of the machine, at our pleasure. 
As, however, the latter is not proportional to the exciting 
current, Cm, the necessary' value of such resistances or 
rheostats, which, unless under special circumstances, are 
generally designed for controlling from 5 to 10 per cent. 

of the total pressure, 
depends principally 
upon the degree of 
saturation of the 
particular machine 
in question, and will 
therefore be greater 
in proportion as the 
saturation is greater. 
Example. — Let Dia- 
gram 54 represent 
the magnetisation 
curve of a lighting 
machine with a ter- 
minal pressure of no 
volts at a constant 
armature speed (70a 
revolutions per 
minute) , the resist- 
ance of the magnet 
coils in series being 

22 CO. 

It is required to design a regulator which will enable us 
to maintain the machine's voltage constant, notwithstanding 
a speed variation of about 28 per cent. (14 per cent, above 
and 14 per cent, below the normal). How must we proceed 
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to calculate the necessary resistance? For the time being 
we will disregard the armature resistance. 

It is obvious that, with constant excitation, the pressure of 
the dynamo will rise or fall in proportion as the armature 
revolutions are respectively augmented or decreased. On the 
one hand, we have i'i4 x 700 = 800, and on the other, 
o'86 X 700 = 600 revolutions. In order, therefore, to maintain 
the original tension of no volts, with the revolutions at 14 per 
-cent, above the normal, the excitation must be so far reduced 

that the corresponding pressure multiplied by the ratio 

700 

still gives no volts as resultant — that is, we seek the exciting 

current corresponding to no x Z — = 564 volts. This is 

800 

3' I amperes. 

At normal speed the excitation equals 5 amperes, and 

at 600 revolutions ( no . L — « 128 volts ), it will equal 

\ 600 / 

8*3 amperes. 

Assuming that at 600 revolutions the whole of the resist- 
ance is switched out, it follows that the resistance offered 
by the magnet winding should be equal to 

8-3 ° '^^ "' 
and the regulating resistance should be equal to 

T> no 

Ri =" — - 13-3 = 22 ft). 

3*1 

The above process presupposes that the armature carries 
no current. If the dynamo is loaded, and if we are to take 
account of the consequent fall of pressure, the conditions 
will differ entirely. Let us suppose, for instance, that the 
fall in pressure at full load amounts to 8 per cent. 

The requisite E.M.F. would then be ^^ = 120 volts at 

0'92 

700 revolutions ; 120 . % — = 140 volts at 600 revolutions ; 

600 

or no . '- — = g6 volts at 800 revolutions and light running ; 
the corresponding exciting currents being respectively 6*6, 11, 
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and 3*1 amperes. Consequently, the permissible resistance 

of the magnets = — = lo w, while that necessary for the 

II 

rheostat coils - — - lo = 25*5 w. 

3-1 

It may be mentioned here that the above example is only 
intended to illustrate the method of calculating. Such 
jfluctuations of speed would, as a matter of fact, scarcely be 
met with in general practice. 

It is clear from the foregoing that the exciting current varies 
between 3*1 and 11 amperes, which means that the rheostat 
with its maximum resistance switched in must be capable of 
continuously carrying a current of 3'i amperes, while the last 
coils should be of sufficient capacity to carry 11 amperes 
for an indefinite time. 

Since the resistance of the magnet winding increases with 
the rise of temperature, it follows that the current flow 
correspondingly decreases, and hence the necessity, when 
starting the machine on a load, of switching a certain 
resistance into the magnet circuit which will have to be 
gradually switched out again as the temperature rises, even 
without additional load coming on. 

Automatic regulators are often employed where great varia- 
tions of speed occur, and to compensate the fall of pressure 
arising from armature loss and armature reaction. Similarly,, 
where traction plants are running in parallel with accumu- 
lators, it was formerly a general rule to provide the latter with 
an automatic regulator. Experiments which were conducted 
jointly by the Oerlikon engineering establishment and the 
Haagen accumulator works relative to such installations^ 
showed, however, that up to a certain point a similar result 
might be obtained by dispensing entirely both with the 
electrical and engine regulators. 

Respecting the traction plant installed at Ztirich for running 
the electric street railway there (the first installation, by the 
way, worked from accumulators at a central station) the 
automatic regulation has been given up. 

Running ShunUWound Dynamos in Parallel. — In installa- 
tions comprising two or more units it is customary to 
run tfaem all in parallel, for the following reasons: (i>' 
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To balance as nearly as possible the unavoidable variations 
in speed to which the driving motors (steam-engines, etc.) 
are liable; and (2) in order, in the event of the disable- 
ment of one machine, to be able to transfer and distribute 
its load evenly between the remaining machines, without 
interrupting the supply. 

A method frequently employed in earlier practice when an 
additional machine was to be switched in parallel, was to run 
it up on a so-called lamp battery, or let it work at first on a 
variable resistance. Fig. 55 represents such an arrange- 
ment: A A are the ampere-meters, and V the voltmeter. 




Fig. 55. 



Let us suppose that machine I. is already working, and 
machine II. is required to be put in parallel. It is obvious 
that before machine I. could have been run up separately on 
the 'bus bars, the contact lever, b, must have been thrown over 
so as to break connection between machine II. and the 
external circuit. In such a position it may complete the 
circuit to the lamp battery. We now start the second 
machine, bringing it up gradually to full speed, then switch 
in successive instalments of the lamp battery and adjust the 
excitation by means of the hand regulator, R, until the voltage 
and load of the machine are equal to those of machine L 
This may be determined by observing the voltmeter and the 
two ampere-meters. When this has been accomplished, the 
two machines may be connected in parallel by pulling over 
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lever 6, but attention must subsequently be given to keep the 
load evenly balanced. Such a lamp battery is, however, by 
no means indispensable ; on the contrary, the same end 
may be attained in a simpler manner, for instance, by 
running up the speed of the new machine on open circuit 
until it has attained a suitable value, at the same time 
adjusting the pressure to be i to 2 volts less than that of the 
. machine already on load. We then close switch b (Fig. 56), 
afterwards regulating the shunt resistance until either machine 
is taking its fair portion of the load as indicated by the ampere- 
meters. With due care in performing the operation, a rise of 
pressure may be entirely avoided. 

Experience has proved that shunt-wound machines with 
very low saturation will not 
run well in parallel. It is 
likewise inadvisable to run 
machines of different out- 
puts and field strengths 
upon a common network 
of mains which is subject 
to great and sudden load 
variations. Trials which 
were conducted some years 
ago at one of the tramway 
central depdts of Baltimore 
(Maryland) only succeeded, 
according to the reports of 
the resident engineer, after 
the two machines in ques- 
tion had been modified until 

their characteristics exactly corresponded within the limits in 
which the load variations occurred. The author met with a 
similar experience some few years back, with four machines 
of two different capacities running in parallel, on the occasion 
of the exhibition in Hamburg. During periods of light load 
their ampere-meters were very unsteady, swinging continually 
from zero to maximum and vice versd, an approximately 
steady balance only being obtained on full load. 

Compound-Wound Dynamos. (Figs. 57 and 58.) 

We have seen that with series-wound machines the brush 




Fig. 56. 
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voltage increases with an augmentation of current arising: 
from a lowering of the external resistance. With the shunt- 
wound machine, on the other hand, an increasing load gives 
rise to increased armature loss, and consequently results in 
a diminution of the terminal pressure. By combining the 
two methods of winding, we are therefore enabled not only 
to construct a machine which will generate at an absolutely 
constant terminal pressure, but also, should it be desirable, 
by so-called "over-compounding," to maintain constant the 
difference of potential at the farther extremities of the 
distributing leads. 

An example will make clear the peculiarities of the latter 
method. Let us assume a condition in which the distributing 
network of conductors is situated at some distance from the 
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Fig. 57- 



Fig. 58. 



generator, the total drop in the leads at maximunr load 
amounting to about 14 per cent, of the dynamo voltage.* 
It is obvious that under these conditions, even with a constant 
difference of potential between the brushes, the pressure at 
the remote ends of the distributing leads will never remain 
constant, but will vary from o to 14 per cent, according 
to the load. The natural consequence of this will be, on the 
one hand, a want of uniformity in the illumination over 
different sections of the network, and, on the other, too high 
a voltage for the lamps that may remain burning after most 
of the load has been switched off, whereby their lives will be 



In practice this percentage should never be so high. 
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appreciably shortened. These disadvantages might, indeed, 
be overcome by means of suitable mechanical or electrical 
regulating devices; but this would, to say the least, always 
involve complications and additional expenditure, whereas in 
the over-compounding method of winding we have a far 
simpler remedy for the difficulties. 

As an illustration, we will take as our generator the shunt- 
wound machine mentioned on p. gi, assumed to be pro- 
Tided with a special compound winding (Fig. 58). 

Let the pressure between the ends of the line = 110 volts, 
the number of lamps ■■ 500 ; and therefore 

Strength of the current = 250 amperes 

Resistance of the mains ==■ 0*05 ohm 

„ „ compound winding = o*oo8 „ 

,, „ armature = o'oi6 „ 

lx)ss of current in the shunt winding 

(3 per cent.) = 7*5 amperes. 

The loss of pressure in mains and dynamo is, therefore, by 
Pig. 58 

250 (0*05 + o'ooS) + (250 + 7*5) o 016 «= i8'6 volts. 

To this must be added the loss of pressure arising from 
armature reaction, which we estimate at 7 per cent. 
= 9*4 volts. 

Therefore, if no volts are to be obtained at the end of the 
main, the E.M.F. of the machine must be 

E = no + i8'6 + 9'4 = 138 volts. 

Say that the trial design (Fig. 54) has 600 windings 
per coil, according to the magnetisation curve it requires 
io'5 X 600 = 6,300 ampere turns to produce 138 volts. 

If instead of 500 lamps only a few are switched on, then 
the current falls to zero, and the loss of pressure may be 
practically considered as nil. The dynamo has, ■ in conse- 
quence, to produce no more than no volts, and as the 
•compound winding does not produce any effect at no 

7 
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load, the shunt winding alone must be able to produce- 
no volts. The necessary number of ampere-turns is 
5 X 600 = 3,000. 

It is clear that the excitation of the shunt is not constant, 
but increases with the load ; this allows of somewhat 
smaller compounded windings being used. At full load we 
get at the terminal of the shunt a pressure of 

138 - 9*4 - (250 + 7*5) o"oi6 = 124*5 volts. 

The current increases, therefore, in the thin windings at 

the ratio of — ^ = I'ls, and the acting number of ampere- 
no 

turns rises to 3,000 . i'i3 = 3*400 ampere-turns, so 6,300' 
- 3>400 = 2,900 ampere-turns still remain for the compound 
windings. 

We can now proceed to the calculation of the thickness 
of wire and length of turns. 

Length of a shunt winding, l = 0*78 m. 
Length of a compound winding, l' = i m. 
Number of coils, N',h = 4. 
Loss of pressure in series winding (i"8 per cent.), 

e E = o'ooS • 250 = 2 volts. 

Loss of current in shunt winding (3 per cent.), 

€ C « 0*03 . 250 = 7'5 amperes. 

Applying equations {62) and (64) we find — 

(a) Shunt winding — Section of wire 

^^(C^.N^)N'^L ^ 3.000 . 4 ■ 078 , , ^^^ 

E . 50 no . 50 

Number of turns per coil 

N„ - (C^) ^ 3,000 , 
eC 7-5 
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(6) Compound winding — Section of wire 

( Cm Nm) N't„ L' 2,Q00 . 4 • I ^,^ 

s = ^- — --i ^- = -11^ -I — = 116 sq. mm. 

€ . E . 50 2 . 50 

Number of windings 

N« « ^Sl^t^-X « ^>9QO = (about) 12 windings. 
C« 250, 

If it is found afterwards that the compound winding acts 
too strongly, method Fig. 57 may be used, by which the 
pressure on the shunt does not increase too much. 

If the machine is to give a constant voltage, the calculation 
is simplified by using above Fig. 57, as in this case the 
difference of the pressure on the shunt winding remains 
constant ; besides, this has the advantage that method Fig. 58 
may be used afterwards all the same in case the compound 
winding is not sufficiently effective. 

A glance at the magnetisation curve is sufficient to show that 
the working saturation has to be chosen in such a manner 
that from no load to full load the flux remains nearly pro- 
portionate to the excitation. If this rule is not observed, it 
may easily occur at half load that the potential difference is 
too large. Just as shunt-wound machines are regulated, so 
also are compound machines — that is, by the insertion of a 
variable resistance in series with the shunt winding. 

Compound machines are not adapted for charging accumu- 
lators, because, in the eventuality of a back current from the 
battery, the magnets become reversed, causing, maybe, a 
short-circuit. Nevertheless, necessity may, under certain 
circumstances, dictate their employment for the above- 
mentioned purpose, as, for instance, when a compound 
machine happens to be already installed and it is subse- 
quently desired to supplement the plant with accumulators. 
In such an event, no care should be spared in arranging the 
requisite preliminary details, if it is wished to preclude the 
possibility of breakdown. 

At the electric tramway dep6t in Ziirich, where compound 
machines are installed, the compound winding is entirely 
switched out during parallel working with the accumulators, 
only being employed when the machines are running clear. 

Compound machines are indispensable for electric tramway 

7* 
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installations, since in such the demand on the generating 
plant is subject to sudden fluctuations, so that were shunt- 
wound dynamos employed considerable differences of potential 
would inevitably arise on account of the variable drop of pres- 
sure due to ohmic resistance and armature reaction. Such 
difficulties are less to be feared in lighting installations, and 
as, moreover, the conditions to be fulfilled, especially in the 
case of low-pressure machines, entail certain structural diffi- 
culties in the execution of a compound winding, shunt-wound 
machines are frequently given the preference. The necessity 
for compounding also becomes less urgent with machines of 
large output, since, on the one hand, the armature losses in 
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such are very small, and, on the other hand, it is quite 
impossible through mere compounding to effectually regulate 
the pressure along feeders carrying variable loads. 

Parallel Running of Compound Machines, — To enable us to 
run compound-wound machines in parallel, it is necessary 
to join together, by means of a compensating wire {a) those 
brushes from which the respective compound windings branch 
off, for otherwise, should irregularity in the speeds occur, the 
machine running with the greater number of revolutions would 
drive a counter-current through the series turns of the other 
(see Fig. 59). 
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In connecting up the second machine the compensating 
wire is first of all closed, attention then being at once 
directed to readjust the pressure of the first machine ; after 
this has been accomplished, the second machine is brought 
up to its normal speed and voltage (or, perhaps, to a pressure 
I to 2 volts less than that given by the machine when working 
normally), whereupon the connection may be completed. In 
order to prevent the second machine being carelessly put 
in circuit before the compensating-wire switch is closed, 
Mr. H. Dubs, the assistant director of the Marseilles tram- 
way installation, suggested in the Electrician^ 1895, a simple 

f/eUTRAL VftR £ 




Fig, 60. 



switching device, by the use of which it is impossible to 
read the voltage given by the second machine until the 
balancing-wire switch is closed. The arrangement is shown 
in Diagram Fig. 60. 

Let us suppose that machine No. i is running, and that 
No. 2 is to be coupled in parallel with it. To accomplish 
this, switch b is closed, and dynamo 2 brought up to its 
normal speed and voltage, whereupon the double-pole switch, 
B, may be closed. In withdrawing a machine from the 
circuit the same procedure is followed, only in a reverse 
order, the armature current being in the meantime reduced 
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either by switching extra resistance into the field circuit or 
diminishing the speed. 

B. Comparison between the Three Methods of Wlndingr for 
Dynamos Designed for the Transmission of Energy. 

The Series Machine Considered from a General Point of View. 

The electrical phenomena arising during the transmission 
of energy by means of two series-wound machines may be 
summarised in the following manner : 

Every variation in the load on the secondary machine is 

attended with a corresponding increase or decrease of the 

total current flow; hence, as the terminal pressure of the 

generator is dependent not only on the armature speed but 

also upon the field-magnet excitation, it follows that the 

pressure at the terminals of both the generator and the motor 

will vary within considerable limits, according to the load 

and resistance of the leads. The variable values relative to 

the secondary machine are thus : (i) the terminal pressure 

Ej = E - C R ; (2) the total induction, ^, generated by the 

magnet windings; hence, a constant speed is only possible 

E 
so long as the quotient given by — maintains a constant 

value, no matter how great the fluctuations in pressure 
may be. 

Hence it becomes obvious that, when constant speed is 
required, the coupling in parallel of two or more series 
motors, of which, perhaps, only one is subject to considerable 
variations of load, with a single series machine acting as 
generator, is quite impracticable. Each variation in the load 
upon the one motor will cause a corresponding change, in 
the current generated, consequently also a fall or rise of 
the terminal pressure of the generator, thus affecting all 
the motors, not, however, weakening or strengthening their 
respective magnetic fields in the same proportion, so that 
the speeds of the several motors must, perforce, considerably 
differ. This disadvantage is partially avoided by the arrange- 
ment shown in Fig. 61. Should, for instance, motor (i) 
happen to be carrying the heaviest load, the current flowing 
through armature (i) would distribute itself evenly between 
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Fig. 61, 
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all three magnet windings-^-assuming, of course, that the 
latter are of like resistance. It is just at this point, however, 
that the difficulty arises, since it is practically impossible to 
adjust the several resist- 
ances to be exactly equal. 
Moreover, it is frequently 
necessary to drive a 
number of motors of 
different powers from the 
same generator, in which 
event the above-men- 
tioned condition is, in 
any case, unattainable. 
An arrangement such as 

shown in Fig. 62 is, therefore, to be preferred, providing the 
motors are not situated too far apart ; here the resistances 
of the magnet coils do not come into account. 

The running of series machines in series, in spite of a 
•considerable initial saving in the cost of leads, always has its 
disadvantages, for certain difficulties are always experienced in 
switching single motors in or out of circuit. In fact, without 
special provisions for regulation, those motors which may 
remain on circuit after the withdrawal of one or more of 
their companions will be subjected to an acceleration of 
speed. 

Where several generators are employed, this might certainly 
be remedied by withdrawing a number of generators equivalent 

to the motors ; this, how- 
ever, as all who have 
had experience in such 
installations will know, 
is not always a simple 
matter of accomplish- 
ment, especially when 
each generator is sepa- 
rately driven by a turbine. 
On the latter account 
preference is given to a 
system whereby both generators and motors are supplied 
with automatic regulating apparatus designed to maintain a 
constant current in the former and constant speed in the 
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Fig. 62. 
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latter. Naturally this conduces to no slight complication of 
the installation.* 

In order to keep the initial cost of cables within the lowest 
possible limits, and at the same time to be able to switch 
in or withdraw the motors as desired, the so-called three- 
wire system or a multiple -wire system is often employed, t 
Fig. 63 represents the plan of a three-wire system. 

So long as the two motors are equally loaded, the conditions 
will be the same as with four machines coupled in series ; 
there will be no flow of current through the middle wire, 6. 
Should, however, this load balance between the two motors- 
be disturbed, there will arise a flow of current through fr 
equal in value to the difference between the armature currents 

of the two secondary' 
0£N£f^^TOfiS. machines. In event of 

one motor running light 
or being entirely with- 
drawn, b would, of 
course, be called upoa 
to carry the maximum 
current. The carrying 
capacity of the middle 
wire should therefore be 
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Fig, 63. 



equal to that of either 
of the outer ones, or 
even greater; for other- 
wise the terminal tension* 
of the remaining motor 
would be subject to- 
considerable fluctuations. This arrangement certainly does 
not conform to the requirements for perfectly constant speed 

• Althougli a number of power transmission installations (for the most part working 
at considerable pressures over long distances), established according to this system by 
the Compagnie de Tlndustrie Electrique, Geneva, have been running for some years, 
thus dispersing all doubt as to the practicability of the method, the author feels that 
in this case the use of continuous currents has reached its limits, and might with 
advantage be replaced by alternating currents. However, systems of distribution 
with series motors may l)e advantageously used when it is necessary to utilise the- 
energy of a waterfall of variable height ; in this case the variations in the frequency 
of the current produced in alternating machines introduce great difficulties. 

t In the Steirmiiehl system, laid down by the Oerlikon Company, eight dynamos, 
are coupled up on this system. 
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of the secondary machines on all loads, but in many cases 
small fluctuations of speed are of no consequence. 

Proceeding to the consideration of power transmission over 
great distances with the use of two secondary machines, the 
question arises as to whether or not the three-wire system is 
preferable to the two arrangements previously mentioned. 

On this point it is naturally impossible to draw rigid 
conclusions, since local conditions always constitute the 
governing factor. It is a well-known fact that, by giving 
sufficient attention to details, direct - current machines 
(especially where ring armatures are employed) may be 
designed for pressures up to 3,000 volts, and higher. More- 
over, it is agreed that a pressure of 1,000 volts is just as 
dangerous to human life as one of 2,000 volts, while it must 
be further borne in mind that two primary generators of 
equal outputs cost considerably more than would a single 
machine of double the output of either. Nevertheless, a 
decision in favour of the three-wire system may often be 
traced to local conditions; sometimes it is adopted for the 
sake of greater security in working, at others because it is 
desired to utilise two different sources of water power for the 
combined transmission scheme. 

For certain reasons that may be easily understood, the 
driving of series motors from a current source at constant 
pressure is avoided when the motors are liable to great varia- 
tions of load or momentary periods of light running, as m 
the event of such an occurrence the exciting current would 
sink almost to nothing, and the armature would commence 
to revolve with alarming velocity. 

Series Motors for Tramways. 

For traction work, where the motors are directly coupled 
with the axle shafts, so that they can never by any means 
run light, series machines obtain the preference, since, besides 
greater efficiency of insulation, this type possesses various 
advantages appertaining to starting, control of speed, and 
so forth.* 

• Very small motors of from | h.p. to iV ^ P* ^*^r driving sewing machines, etc., and 
intended for running on lighting circuits, can only for technical reasons be wound 
as series machines. Destruction of the armature insulation at no load is, however, 
less to fear here^ as the frictional resistance is disproportionally great. 
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As is well known, electric tramways may be worked on 
two distinct systems : (a) by means of accumulators, whereby 
the driving power is carried on the car itself; (6) by means of 
overhead or underground conductors connected with a central 
j^enerating source. 

It stands to reason that the methods of electrical control 
must differ correspondingly. When accumulators are 
-employed the matter is, indeed, very simple, the whole 
battery being divided into equal and independent sections 
and wires run from the terminals of each to a special con- 
trolling apparatus. In starting a car all of these sections 
are grouped in parallel. As the resultant E.M.F. is very 
low, the car starts at a small velocity ; to accelerate the 
speed, successive groups are switched over in series as 
required, until at maximum speed the whole are so disposed. 

The methods of control in the second system are entirely 
■different. 

From what has previously been said, four methods may 
be conceived by which a regulation of the speed might be 
accomplished : 

1. By inserting a variable resistance in the motor circuit 
so as to regulate the terminal pressure in conformity with the 
speed. 

2. While maintaining a constant pressure, the number of 
ampere-turns comprising the field winding may be varied by 
means of a controller similar to that mentioned in connection 
with accumulator working, whereby the saturation of the field 
is suitably modified.* 

3. In practice the above two methods are also employed 
in conjunction ; this is the most satisfactory means of control. 
Whilst, however, some designers employ a special set of 
resistances for switching in series with the field circuit, others 
(notably the well-known American engineer, Mr. Sprague) so 
proportion the resistance of the magnet poils as to obviate 
the necessity for a supplementary resistance. But whether an 
advantage is thereby gained may, perhaps, be doubted, since 
undue heating of the magnet coils, and consequent detriment 
to their insulation, must result. 

4. Should the car be equipped with two motors, both may, 

• The first application of this method was made by Marcel Deprez as early as 1883 
i^La Lumihe EUctriquty April 11, 1885). 
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on starting, be put in series through a resistance. The initial 
speed is in this manner very much reduced. In order to 
increase the velocity, successive resistance coils are switched 
out, and ultimately the two motors are coupled in parallel. 

The theory of tramway motors and their control constitutes 
a subject of such importance to the electrical engineer of the 
present day, that we will here consider the matter a little more 
fuUy. 

The velocity of a motor is given by the formula — 

_ E . 60 . io» />! 
11 — — — • • — • 

N . p 

It will, however, almost invariably be found more con- 
venient in practical calculations to use the car velocity, v, 
in metres per minute, rather than the revolutions, n. 

Let D represent the diameter of the car wheels in metres, 
and a the ratio of the gearing, then 

IT D n 

a 

_ E . 60 . 10® . />! D TT 

N . <f> , p ' a ' 

In that which follows, only series motors will be dealt with, 
the peculiar type of their characteristics eminently adapting 
them for traction work. 

The condition common to the great majority of lines of 
simultaneously running numerous cars conduces to the main- 
tenance of a constant E.M.F. in the generating station, so 
that the pressure between the motor terminals need only 
differ by the amount representing the drop of E.M.F. in the 
conductors. 

Let us designate by P the weight in tonnes* to be propelled 
by the motor — i.e., weight of the car plus weight of load 
plus weight of the electrical equipment ; 

V, as above, the car velocity in metres per minute ; 

a, the coefficient of traction = 10 to 12 for tramways, and 
4 to 6 on railways ; 

j8, the per 1,000 gradient. 

* A tonne = lo* grm., and is equal to an English ton to within about I per cent. 
(I ton = 1*017 X io*grm.). 
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The effective propelling force demanded from the motor will 
then be 

^p^^t;P(a4-^) ^(6^) 

75 . 60 

or with a commercial efficiency f we may ascertain the 
current absorbed. 



^ Q'8i V F (a + 3) , / . iO\ 

C = ^ ^ ^ = const. . v (a + o). 

Ef6o 



(66) 



where P, E, and f are taken to be constant. 

The latter formula serves to ascertain the current and the 
velocity of the car for any gradient. To this end we fit the 
motor with a brake, and then note the revolutions made by 
the armature and the corresponding current, the E.M.F. 

remaining constant. By adjusting 
the bearing pressure of the brake 
to represent the different additional 
resistances to be overcome in as- 
cending various inclines, a complete 
set of tests may be made and the 
results graphically plotted out ;. 
here, instead of the revolutions, it 
is customary to set down the 
equivalent velocity of the car, or 
else to give both values. Fig. 64 
represents such a characteristic. 
Even before the motor is constructed this curve may 
easily be calculated out and plotted ; regard must be 
given to the fact that the actual number of revolutions 
does not attain to its theoretical value for a given current. 

• A method precisely similar to that used in this problem may be employed wherk 
the data given are in the English system. The characteristic is then drawn with 
mi/es per hour as ordinates, instead of metres per minute^ as in Fig 65. The 
formulae used take the following forms : 




Fig. 64. 



V (in miles per hour) = 



_irD/i_Ex6oxioPx/Vi 00114DT. 



5,280 fl! 



N . ./ 



5 280 a 



H.P. = ''^ "" '""'^ " P <" + /^' = 0-006 „ P (. + |8). . . 
75*9 X 60 X 60 

In these formulae P may be taken either in tonnes or tons (see note, p. 107). 



(65) 
(66> 
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We thus have two unknown quantities, C and v, which 
must fulfil the conditions : ( i) that they be included in the 
characteristic; and (2) that they satisfy equation (66), 

The problem involved is a very simple one.* We 
calculate C for any v, and then draw from x, the point 
found, a straight line, Ox, through the origin of co-ordinates 
Now produce the line Ox until it cuts the characteristic in x^. 
The co-ordinate corresponding to the latter point gives us 
the actual velocity of the car Vi, corresponding to a current 
consumption Ci. 

In making such calculations one naturally sets down for v 
a value approximating to the minimum velocity, except when 
it is desired to ascertain the speed which will be attained by 
the car on downward gradients, in which case it is preferable, 
for the sake of greater exactitude, to use a greater value for v. 

Example i. — Let it be required to calculate, on the basis of 
certain given conditions, the ratio between current consumed 
and the resultant velocity in ascending various gradients with 
a car accommodating 32 passengers. Let the maximum 
gradient amount to 50 per 1,000. Further, we will take the 
tractive coefficient at 10 kgrm. per tonne. The total weight 
of the car may now, if we make a preliminary estimate of 
the weight of the electrical equipment, be tabulated as 
follows : 

Weight of car itself 2*80 tonnes. 

„ electrical equipment 1*40 „ 

„ passengers 2*24 ,, 

Total weight 6*44 „ 

The maximum tractive power required consequently = 
(10 + 50) 6*44 = 386 kgrm. 

It now remains to decide how far an electrical equipment, 
designed to furnish the requisite horse-power, conforms to 
the above estimated weight, and eventually the calculation 
must be repeated on the basis of the corrected weight. 
However, it will suit our purpose to assume here that the 
initial calculation holds good. Let, moreover, Fig. 65 

•See an article by the author upon the "Control of Tramway Motors" 
{ZMtschrift fur Elektrotechnik^ Vienna, February i and 15, 1893) ; further, the 
"Solution of Graphical Methods of Practical Questions Concerning Continuous- 
Current Dynamos" {Elektrotechnische ZeiUchtifty July 19, i394). 
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represent the characteristic of the selected motor, which is 
designed for a mean working difference of potential between 
its terminals of 500 volts and an efficiency f at maximum 
load -■ 0'82, whence, according to equation (66) — 

„ ^ 9-81 . vP(a + 8) ^ 9-81 ■ V ■ 6-44 (« + ffl 
E f "" 500 X 0-82 X o-6o 

-o'oo256ii(a + fi). 

Further, assuming that v = 195 m, per minute, we obtain 
the convenient formula 

C = 0-5 (« + ^), 
which is, however, based on the assumption of a maximum 
efficiency, C being, as a consequence, given somewhat smaller 



? 1 I ; s : a ! . 
9 M f e fi c s 



Fio. 65. 

and V therefore greater than is found in actual practice. We 
shall see further on to what correction the result given 
by this formula must be subjected in order to bring it 
into conformity with the requirements of exact calculations. 
For simplicity's sake, let us for the moment assume that 
^ maintains a constant value, and the car velocity v " 195 m. 
per minute. Hence, when 

^ •= o per 1,000, C ■= 5 amperes. 

^ = 10 ,, C = 10 „ 

/3 = 20 „ C = 15 „ 
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/8 = 30 per 1,000, C = 20 amperes. 
)8 = 40 „ C = 25 

8 = 50 „ C = 30 

That is to say, every additional 10 per cent, rise entails 
5 amperes increase of current over and above that supplied 
on the level. 

We now draw at a vertical distance, 195 (see Fig. 65), 
the straight line a b parallel to the horizontal axis, and 
mark off with the compasses the above current values. By 
connecting these points with the origin, and extending the 
several lines towards the curve, we obtain at the points 
in which the characteristic is so cut the values required 
to a first approximation. 

This method suffices, as a rule, for preliminary calcula- 
tions, the more so if instead of the maximum a mean value 
be set down for f. 

More exact results may be obtained in the following manner : 

We infer from the foregoing that the maximum current — 
that is to say, the current corresponding to an efficiency of 
0*82 — amounts to 31 amperes. It follows that on the level 
there will be still about 9 amperes, or, in other words^ 
30 per cent, of the maximum current. Assuming the efficiency 
of the motor under these conditions to be 58^ per cent, (a 
figure which we have intentionally placed low in order the 
better to emphasise our illustration ; it is in reality con- 
siderably greater), then for j8 = o 

^ 82 

C = 5 • -g— = 7 amperes, 

or 2 amperes more than was previously estimated. Wheut 
j8 — 50 the difference is practically negligible. 

Thus, in order to determine the exact supplementary 
current which will be requisite to maintain a velocity or 
195 m. per minute over any incline, we must, starting from* 
the point )8 = 50, correct the original figures as follows : 

^ = 50 per 1,000, C = 30 amperes. 

/S - 40 „ C == 25 + 0-4 = 25-4 

i8 = 30 „ C = 20 + 0-8 - 20-8 

j8 « 20 „ C = 15 + i'2 = i6'2 

j8 = 10 ,, C = 10 + 1*6 - ii'6 

j8=o „ C=5 + 2 -7 
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For the rest the method of calculation previously given holds 
good. 

In considering gradients with a fall of less than lo per cent. 
^ must be subtracted from a. 

This single example may perhaps suffice to show that 
tramway motors should, above all, be designed for strong satura- 
tions, so as to avoid a disproportionately high velocity on the leveL 

We will now return to the consideration of the several 
methods of speed control in vogue. 

(a) Control by Means of Switching Resistances in the Motor 

Circuit, 

If we suppose that a motor in driving a car over any 
gradient, without supplementary resistance in circuit, runs 
at a certain definite speed, v, whereby the current consumed 
« C amperes, and the combined resistance of magnet and 
armature amounts to r ohms, then 

E-Cr E - Cr 

V = C . « — r-:?^v • 

^ /(C) 

Further, the energy utilised in watts is given by 

W = C (E - C r) - zfi/, 

where w represents the hysteresis and friction losses. 

In order to reduce the speed of the motor to v, a certain 
resistance, R, must be switched into its circuit. Without 
investigating the correctness of our supposition we will now 
assume that a current consumption Cj results from the 
modified speed, Vi, whence it follows that 

„ E - C, (r + R) 

' 7(Q) ' 

and the energy utilised under the altered conditions 

Wi = Cj [E - Ci (r + R)] - w^. 

It is evident that we require the following relation to hold : 

W : Wj = V : v^; 

or, substituting the individual values — 

E - Cr 

C{E - Cr) - w ^ /(C) . 

C, [E - Ci (r + R) ] - tt;i ~ E - C^ (r + R) ' 

/(Ci) 
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•C/ (C) - / (C) 



W 



= C,/(Q) -/(CO 



Te', 



E - Cr '^■' ^ *' " "'' E - Ci(r+R)' 
we have w : Wi = v : Vi, 

Substituting the respective values of v and Vi, it follows 
that C ./(C) = Ci/(Ci). 

From this equation it becomes apparent that C must 
-equal Ci, since if, for instance, Cj > or < C, it would follow 
"that / (Ci)>or</ (C)» so that the above equation could 
not be satisfied. 

A similar result may be obtained much more quickly by 
regarding the tractive power of the motor as the product 
of the current into the strength of the field — that is to 
^ay, C / (C) = Ci / (Ci). (Compare p. 14.) 

It is thus certainly possible by switching resistance into its 
'Circuit to vary the speed of the motor to any degree, the current 
meanwhile remaining invariable. 

If the tractive coefficient equals 10, a gradient of at least 
10 per 1,000 will be essential in order that the car should 

start without assistance from 
the motor. Assistance firom 
the motor will therefore be re- 
quired in descending anything 
under this gradient. The elec- 
trical resistance necessary to 
be switched into the motor 
circuit on such a slope would 
be inconveniently great on 
account of the small current 
taken. Hence one has to 
remain contented in providing 
a resistance capable of keep- 
ing the speed on the level or 
slight declines (up to 5 per 1,000) within the maximum 
limit, switching out the motor altogether should the speed 
in descending more abrupt gradients become too high. 

Referring to the previous example (Fig. 66), we find that 
the speed corresponding to a fall of 5 per 1,000 amounts to 
about 380 m. per minute, whilst the current consumption 
amounts to 7*6 amperes. Supposing, now, that the maximum 
speed is not to exceed 250 m. per minute, it will be necessary 
to reduce the pressure to 

8 
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500 . I- = 330 volts. 

^ 380 ^^ 

Consequently the resistance required 

500 - 330 



7-6 



= 22*4 CO. 



(b) Control by Varying the Disposition of the Field Windings 

{Sprague Systefn), 

In the Sprague system each of the two magnet coils is- 
divided into three sections. Each of these sections, together 
comprising the winding of one magnet limb, is, moreover, 
connected in series with the corresponding section belonging 
to the opposite limb. By means of a special form of 
controlling switch, consisting of a drum capable of being 
rotated within a counterpart cylinder fitted with the neces- 
sary engaging contacts, connections, etc., seven modifications 
(as shown diagrammatically in the following table) of the 
connections between the several coils may be made : 



Posi- 
tion. 



Method of Connection, 




Coils a d c in series. 



Coils d and c in series, a 
short-circuited. 



Coils d and c in series, a 
cut out. 



Coils a and d parallel, and 
in series with c. 



Coils a and d in parallel, 
c short-circuited. 



Coils a and d in parallel, 
c cut out. 



Coils ad cm parallel. 






Number of 

Ampere - 

Turns. 



3CN 



m 



2CN 



m 




2CN 



m 



Resistance of 
a Magnet 
Winding 



3^ 



2 r 



2CN 



ui 



CNm 



CN 



f» 



CNm 



2 r 



1*5 ^ 



o'sr- 



o'Sr 



0-33 r 
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The above resistances are given on the assumption 
that the several coils possess equivalent resistances ; in the 
original arrangement adopted by Sprague this was not 
exactly the case. 

A superficial glance at the above diagrams makes it evident 
that the respective arrangements 3 and 6 in no way differ 
from those denoted by 2 and 5, producing identical effects 
relative to the modifications of the field and of the resistance. 
The number of effective modifications which produce different 
effects is thus reduced to five. At the same time the arrange- 
ments 3 and 6 are indispensable, since otherwise short- 
circuits would be produced when changing over to positions 
4 and 7. 

Compared with the method of regulation by means of a 
supplementary resistance, this method possesses the advantage 
of greater economy, against which, however, must be set down 
the inconvenience arising from the necessity of so many 
connecting wires ; further, the winding space at our disposal 
is somewhat inefficiently utilised in consequence of the 
increased insulation necessitated. 

As is self-evident, th« employment of a special starting 
resistance is also not indispensable with this method. 

However, precisely similar results may be obtained in a 
simpler manner by adopting the following arrangement : 

(c) Control by Means of Switching Resistances in Parallel with 

the Magnets. 

The peculiarity of this method consists in the employment 
of magnet windings arranged to carry a smaller current than 
the armature, and consequently comprising a correspondingly 
greater number of turns. As soon as the current in the 
magnet circuit exceeds the value for which the windings 
were designed, relief is afforded it by switching successive 
resistances in parallel. 

Curve I (Fig. 66) represents the characteristic of an 
ordinarily-wound motor ; further, let Vj be the maximum 
velocity prescribed by the police regulation, whilst the 
gradient is denoted by )82' Should the gradient be greater 
than ^29 ^® must reduce speed by switching resistance into 
the circuit; this produces a drop of voltage. If, as an 
alternative, we provide the magnet with a winding containing 

8» 
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double the number of turns, we obtain characteristic II., the 
abscissa; of which are only half as great as those of Curve i. 
The points where the curve is cut by the radial Unes, o 0-^, 
o /3„, etc., lie relatively 
CONTmcTWRK much deeper, so that even 

assuming a gradient 
ft - J 08, - a), 
the maximum permissible 
velocity will not be ex- 
ceeded. 

The great advantage of 
this system consists in the 
simplicity of the regu- 
lating apparatus, as the 
same resistance which 
Fig. 67, serves for starting may 

subsequently be utilised 
for paralleling with the field winding (Fig. 67). The method 
was employed by the author as early as 1891 on the electric 
tramvray at Marseilles, and has since been exclusively 
adopted in connection with the recent tramway installations 
put down by the Oerlikon Engineering Company. 

{,3) Series-Parallel Syslem. 
For cars equipped with two motors apiece, various modi- 
fications of the so-called series multiple system are at present 
in vogue. The peculiarity of this system consists in the 
motors being arranged for either series or parallel running, 
according to requirement, being the change over effected 
by means of one or other of the controlling methods 
about to be described. The two best known and most 
extensively adopted types of regulating apparatus for 
accomplishing the desired end are indisputably those 
emanating from the Thomson- Houston or General Electric 
Companies and the Westinghouse Manufacturing Company, 
Without entering into constructional details, it will suffice 
to take a brief survey of the methods by which the current 
strength and resultant velocity over any gradient may be 
ascertained. The different modifications of the connec- 
tions provided for in the systems under consideration are 
■given diagrammatically in the following table. 
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The different positions may be easily analysed by taking 
the characteristic curve of a single motor as basis for 
comparison, and constructing therefrom the curves corre- 
sponding to the remaining dispositions, finally marking off 
the points in which they cut the straight line computed 
from equation (66). 

Although the several dispositions have already, in part, 
been separately dealt with, we shall, for the sake of obtaining 
a clearer survey, now set them together: 



Posi- 
tion. 



8 



10 



Method of Control, 
Westinghouse Company. 






Method of Control, 
General Electric Company. 



MAArAAArO-O 

1 — ^AVT<>-AAAr<> 

rVvAqO-MArO 

rV^T<>-^W\r<> 

^AArO 




.^W\rA/\Ar<><>-CH3- 
-^W\rAAAr<><>-0— -- 
-■AAAr^iAArO-O 



rAAAn<>-^W\r-0 

-^W\rAAAr<>0-0 



— VV' 



V-Oj^WV-<>c>-- 



■AAArOo- 







I. Resistance in the armature circuit (positions i, 2, and 3) 
and armatures in series (Fig. 68). 

Curve I. Characteristic for one machine. 

Curve II. Characteristic for the two motors, coupled in 
series, is found by dividing the ordinates of the first by 2. 
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R « the supplementary resistance. 

E a 



R = 



a = 



'C*6 
RCb 



(67) 



2. Arrangements 4 and 5, Westinghouse (Fig. 69). 

I. Curve for a single motor. 

II. and III. Curves relating to the two machines connected 
in series. We have : 

E . f . C, + E ^-^ . Ci = c r (a + |8). 
b ' b 





1 \ 
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I 



'^•» 



CVRf^£NT STREfiOrH. 

Fig, 68. 




Ci//?«£Arr St nc MOTH. 
Fig. 69. 



Further, ~ must = -^ — ; whence 
X 



X. ^ b (b - a) 
a 

This formula serves to determine C2 and Ci. To determine 
R we have : 

(Ci - C,) R = ? * (68) 

b 

The most expeditious means of attaining the desired end 
is to plot out the respective curves for a single machine and 
for two motors in series, and then interpolate two intermediate 
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curves, from which a and b may be obtained, and X and C 
<ietermined, as shown above. Only the value of R now 

remains to be ascertained. 
This is constant for the 
arrangements 4 and 5 ; 
the interpolated curves 
must be modified accord- 
ingly. 

Once more employing 
equation (66), the point ot 
intersection of Curve II. 
(motor without supple- 
mentary resistance) with 
the radial line will in 
this instance give us the 
required velocity and cor- 
responding current con- 
sumption. 
3. Arrangements 8 and 9, Westinghouse (Fig. 70). 

I. Curve for a single motor. 

II. Curve for a single motor with resistance in circuit. 

III. Curve for the two motors " in parallel, with resistance 
an circuit. 

IV. Curve for the two motors in parallel, without resistance 
in circuit. 




C, b 



(69) 



From this equation we construct Curve II., assuming a 
definite resistance, R, the original estimation of which must 
be modified according to circumstances. Curve III. is 
obtained by adding together Ci and Cj. 

When all the curves have been plotted out and combined in 
this manner (Fig. 71), we obtain an exact representation of the 
method of working on any possible gradient. The magnitude 
.of the changes of velocity corresponding to different gradients 
and methods of coupling may also be readily deduced, as well 
as those changes which will produce perceptible jerks, etc. 

When two motors per car are to be employed, it is of prime 
importance to always pair machines which possess exactly 
isimilar magnetic properties. This precaution is all the more 
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essential when the brushes are connected together between 
the commutators and the field-magnet windings. Let us^ 
consider, for instance, the effects of working with two- 
15-h.p. motors (E = 500, C = 26 amperes) whereof the 
one retains 3 per cent, of its magnetism and the other 
6 per cent, when at rest. This difference might arise, quite 
apart from the use of different materials, through unlike 
boring of the respective pole-pieces. Further, let the drop in 
voltage due to the resistance of the first armature be 3 per 
cent., which corresponds to 0*58 ohm, then in descending 
a gradient a pressure of (0*06 - 0*03) x 500 = 15 volts will 
be generated, which in turn will give origin to a current 



of 



^ = 13 amperes = 50 per cent, of the normal 



0*58 X 2 



current. For the rest, experience has shown that under 

certain unfavourable con- 
ditions this current may 
even exceed the norma h 
current taken by the 
machine. But since this- 
current is not furnished 
by the supply leads, it 
is naturally of no con- 
sequence regarded in the 
light of a wasteful con- 
sumption of energy ; we 
have, however, to con- 
sider that such a condi- 
tion of things renders 
the motors liable to 
consi derably greate r 

heating, since they are 
still being heated when descending gradients, which would 
otherwise supply intervals for cooling. 

In designing power stations for traction purposes, besides* 
the estimated mean current consumption, the probable 
maximum current must be taken into account. Unfortunately,, 
there exists no formula which enables us to calculate the 
requisite starting current with absolute exactitude, but that 
given below, due, as far as we are aware, to Messrs. Oscar 




C U R R B M r 

Fig. 71. 
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T. Crosby and Louis Bell, leads to moderately correct results 
("Electric Railway in Theory and Practice'*): 

Starting current C = C ^^ ^ ^ .... (70) 

tt + S 

where C = the current necessary for running on the particular 
gradient for which the starting current is to be determined.^ 
On the level /8 = o, so that the starting current is three 
times as great as that sufficient to keep the car in motion 
when once under way. The results given by this formula 
also agree very well with actual observations made some years 
since over the Ziirich-Hirslanden line at the instance of the 
Oerlikon Engineering Company. 

Shunt-Wound Machines, 

We will now consider the shunt-wound machine in its 
capacity as motor ; we have already seen that, running as a 
generator, a machine of this type — apart from a small loss — 
enables a practically constant pressure to be maintained, 
whatever may be the variations in the current demand.. 
Driven, on the other hand, as motor, a shunt-wound machine 
will run with tolerably constant speed on any load within 
wide limits — the working of several machines simultaneously 
on the same main making no difference. Another advantage 
possessed by motors of this type consists in their magnets 
being always — even during light running — sufficiently saturated 
to preclude burning out of the armature. 

In starting such a motor it is essential to switch a supple- 
mentary — though proportionally very small — resistance into the 
armature circuit, since were a standing shunt-wound motor 
thrown in circuit without this addition the primary machine 
would be short-circuited and its poles reversed. Overloading 
of the motor may also conduce to a similar result. The 
employment of a starting resistance is none the less necessary 
even if the primary machine generates at a constant terminal 
pressure, since, as regards the motor, the resistance and 
induction of the armature circuit are so small in comparison 
with the corresponding properties of the magnet winding, that 
in attempting to start without such provision no appreciable 
flow of current through the latter would result ; consequently 
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the torque requisite to set the armature in motion would not 
be produced. 

An artifice sometimes employed so as to avoid the employ- 
ment of extra resistance in starting shunt-wound motors 
consists in lifting one of the brushes for a short time, thus 
allowing the magnets to become thoroughly saturated, where- 
upon, the armature having been set in the quickest possible 
rotation by hand, the brush is again depressed. Such make- 
shifts are, however, to be condemned, since they are very 
liable to occasion injury, not only to the windings, but also to 
the commutator and brushes. 

Should it be desired to vary the speed of a shunt-wound 
motor, this may be accomplished by employing one of the 
types of resistance already mentioned, the proportions being 
naturally selected to correspond with the particular require- 
ments of the case ; or, as an alternative, we may employ an 
arrangement for grouping sections of the magnet winding in 
series or parallel. With the latter method, however, the 
different arrangements as to grouping effect results which are 
just the reverse of those obtaining with the machine running 
as a generator. 

Let, for instance, the winding be divided into six sections, 
then denoting by 

E, the pressure between the brushes ; 

r, the resistance of a single section ; and 

N, the number of turns per section, we shall have : 

With all the coils in series : 

or r 

With two groups in parallel, each consisting of three coils 
in series : 

? . r r 

With three groups of two coils each : 

% >r r 

With all the coils in parallel : 
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The maximum speed, therefore, corresponds to the first, 
and the minimum speed to the last method of grouping. 
It is beyond all doubt that the employment of shunt-wound 
machines, both as generators and motors, offers, in many 
cases, decided advantages ; this is especially the case if the 
motors are to be connected to lighting mains and a constant 
speed at all loads is required, as for instance, in driving 
machine tools, etc. Neither do conditions which entail a 
considerable drop of voltage in the mains — ^thus rendering 
a considerable variation of the terminal voltage possible — 
preclude employment of shunt - wound motors, for the 
type is not highly sensitive to fluctuations of pressure. As 
a matter of fact, a shunt-wound motor might be rendered 
completely insensitive, between certain limits which will 
be prescribed by the degree of sparking admissible, by 
so designing the magnets of the secondary machine that 
when running light (in other words, when the loss of 
pressure is an almost negligible quantity, and the primary 
and secondary machines, therefore, possess equal terminal 
pressures) they are still saturated to a degree sufficient for 
proportionality between exciting current and resultant induc- 
tion to exist. The proof of this may be readily obtained : 

F* E 

V = c —, or since ^ = Ci :-, it follows that v = c^R. 
<f> R 

Experience has shown that the minimum weight of a 
dynamo is only attainable by working in the neighbourhood 
of the "knee'' of the magnetisation curve, that is to say, 
in that part of the curve where proportionality between 
induction and excitation does not exist. An easy means of 
providing for this case consists in employing a compound- 
wound machine as generator and a shunt-wound one as 
motor, obtaining a constant pressure between the terminals 
of the secondary machine by over-compounding the windings 
of the generator. 

A further advantage accruing to the use of compound-wound 
dynamos as generators for transmission work, in preference to 
simple shunt-wound machines, is that they are not liable to 
demagnetisation through overloading of the motor. For this 
reason generators for traction work are, with few exceptions, 
compounded. 
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Arrangements for Starting Shunt-Wound Machines, 

Shunt-wound machines require a particularly good insula- 
tion for the field-magnet circuit, to prevent damage being 
incurred in putting them out of circuit. 

This inconvenience can be obviated, to a certain extent, by 
the use of an arrangement which was employed by the author 
in March, 1892, with a portable shunt-wound motor con- 
structed by the Oerlikon Company (Design No. 2,945). Use 
is made of an ordinary regulating rheostat similar to that used 
with a series-wound machine, but in this case connected to the 

terminals of the machine in 
the manner shown in Fig. 72. 
In virtue of this arrangement, 
M always forms a closed circuit 
with the armature. A, and the 
starting resistance, R. Thus 
the motor may be put out of 
circuit without the production 
of sparks. As may be seen, in 
the last position (7) all the 
regulating resistance is included 
in the field-magnet circuit; 
nevertheless, the speed is not 
appreciably affected, as may be 
shown by the following reason- 
ing : Suppose that the starting 
resistance, R, is selected so that 
the current on starting should 
not exceed half of its normal value, and that the magnetising 
current should be equal to 3*5 per cent, of the principal 
current, we shall then have, neglecting the resistance of the 
armature, 




{a) 



ib) 



yc) 



R = 



E 



0-51 



E 
r 



— - Cm = 0*035 C, whence r = 



v^ m — 



R + r 0*35 + 0-5 



0-035 C ' 
0*0327 C. 
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Consequently the exciting current is only enfeebled to the 
extent of about 7 per cent., the speed being thus increased by 
about 2 per cent. 

Similar arrangements have been proposed by Menges 
(Elektrotechnische Zeitschrift, No. 48, 1897, and Eclatrage 
dectrique, April 16, 1898 ; 
**MachinesDyn. Elec," 
by M. C. F. Guilbert) ; 
and by Cutler, of 
Chicago (see English 
patent 13,523* June, 
1897). In Menges's 
arrangement (Fig. 73) 
two contact makers are 
used. The resistance 
of the field magnets 
remains the same under 
all conditions. In order 
to render the motor 
reversible, Mr. Menges 
proposes to supply a 
commutator,U,between 

the terminals, a and 6, so arranged that the circuit can never 
be broken whatever may be the position of the commutator, 

C. Direction of Rotation of Motors and Generators. 

Generators. 

As far back as pp. 6 and 14 a method was explained by 
which we can determine the direction of the current in a 
conductor moving at right angles to the lines of force of a 
magnetic field. We shall now show that the field winding 
of a machine must be connected with the armature in a 
certain definite manner in order to obtain a current with a 
given direction of rotation. 

When running a machine for the first time it is necessary, 
as a rule, to separately excite its field for a brief period, since 
the magnet limbs of absolutely new machines seldom possess 
distinct poles. However, after this has once been performed 
the iron constituting the magnet core retains a certain 
permanent magnetisation, which, although certainly very 
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weak, nevertheless suffices to generate a small induction 
current in the armature when starting. 

Now, in starting the machine, provided that the magnet- 
winding connections have been correctly made, this current^ 
initially very weak, will strengthen the residual magnetism^ 
Thereby the induction current is also increased ; the resultant 
stronger excitation, in turn, generates a larger number of lines, 
and so on, until a certain condition of balance corresponding^ 
to a definite degree of saturation is attained. 

Supposing, on the contrary, that the connections have 
been incorrectly made, the small current initially induced in 
the armature will tend to reverse the weak magnetisation 
already existing in the field magnets. A permanent current 
will therefore only be possible after the magnets have been 
completely demagnetised. As soon, however, as the field 
entirely disappears, the armature current likewise sinks to 
zero — that is to say, the machine simply ceases to generate 
a current. Should, in such an eventuality, the existing 
conditions not admit of the direction of rotation being 
altered, there remains no remedy but to cross the field- 
magnet connections — or, what under certain circumstances 
is still better, to interchange the magnets themselves. 
The latter plan is not, however, feasible with all types of 
machines. 

We may here call attention to some ftirther peculiarities 
which are liable to cause trouble when insufficient care has 
been taken. 

Machines with exactly similar windings and the same direction 
of rotation may generate oppositely directed currents, due to a 
difference in their initial magnetisation. 

We will take a shunt-wound machine to illustrate the- 
truth of this statement, although the law applies equally to 
other types of machines. Let us assume the machine 
(Fig. 74a) to revolve in the sense of the hands of a watch, 
and that the N pole-piece is above the armature, the S pole- 
piece being below. In this case the positive brush will be 
to the left of the diagram, and if the connections shown in 
Fig. 74« are made, the machine will excite itself. 

Suppose, on the other hand, that the initial excitation of 
the magnets had been in the reverse position (Fig. 746), 
so as to have generated the upper and lower poles of negative 
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and positive sign respectively. Then the current subsequently 
generated in the armature will naturally be of reverse direction 
as compared with the previous example ; that is to say, the 
positive brush will be to the right of the diagram. 

If we trace the direction of the current flowing round the 
shunt coils (Fig. 746), it becomes obvious that it tends to 
maintain the upper and lower poles respectively of negative 
and positive sign, so enabling the machine to continue 
working. With regard to installations confined exclusively 
to incandescent lighting, it is a matter of indifference in which 
direction the current flows; whereas when the machines are 




C^S] 





Fig. 74tf. 



Fig. 74^. 



destined for arc lighting, electro-metallurgy, or the charging 
of accumulators, etc., the respective poles must first of all be 
determined. The same necessity arises when machines are 
to be run in parallel. 

Advantage may be taken of this opportunity to remark 
that the lives of incandescent lamps may be appreciably 
prolonged by occasionally changing the poles of the machines 
supplying them with energy; little or no use is, however, 
made of this in practice. 

To determine the respective poles, use may be made., of 
the well-known special appliances — uc, Berghausen's pole- 
finder, pole-finding paper, and such like. Should an arc 
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lamp be opportunely to hand, we might connect the sam« 
in circuit with the machine, and after a time switch oflF 
the current. That carbon which, after this has been done, 
continues to glow the longer will be the positive one. When 
shunt or compound wound dynamos are to be run in parallel, 
the poles of like sign may be discovered by means of two 
incandescent lamps arrans^ed in series. To this end we 
join, trial-wise, a terminal of the one machine with either 
of those belonging to the other. The two remaining 
terminals are then connected through the lamps. If the 
right connections have been hit upon, there will naturally 
be no flow of current through the lamps. 

During transport over long distances, machines are very 
liable to lose their residual magnetism owing to the severe 
shakings which they undergo. A few Daniell elements suffice, 
however, for the necessary remagnetisation. Before leaving 
the test-room, every machine should have its terminals plainly 
marked; this would entail little extra trouble, but would 
spare the installer much annoyance. 

Motors. 

From what has just been said, as likewise from the rule 
given on p. 14, it follows that the sense in which a motor 
revolves will be opposite to the sense of rotation of the same 
machine when used as a generator, if, in the motor, the 
currents in the armature and field magnets are either both, 
similarly or both oppositely directed to those in the generator. 
The directions of rotation of similarly-wound series machines 
are thus invariably opposite, accordingly as they are run as 
motors or generators. On the other hand, shunt-wound 
motors possess the same direction of rotation as the primary 
machine. From this we are able to deduce some further 
conclusions: 

I. Series machines, when driven as generators in the same 
direction of rotation as that in which they would run as 
motors, give no current. A current is initially generated 
in the armature, but being of. a contrary direction to that 
required it ends in demagnetising the poles. Thus, in 
power transmission plants with series machines where the 
motor, for instance, has to work conjointly with a steam- 
engine on the same shafting, the primary machine may 
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-without hesitation be shut down even on a dosed circuit 
^whilst the motor is still coupled to the shafting. 

2. On the contrary, a shunt- wound machine, when driven 
mechanicallv in the same direction as that in which it has 
"been running as a motor, generates an oppositely directed 
•current. Should it therefore be desired to employ shunt- 
wound instead of series-wound machines for such auxiliary 
transmission plants as that mentioned above, provision 
must be made whereby the current may always be cut off 
previously to the primary machine being shut down, since 
otherwise the latter would be driven in turn by the back 
current coming from the secondary machine (see Fig. 75B). 
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Fig. 75A. 



Fig. 75B. 



Por the same reason, in an installation where two or more 
shunt or compound wound dynamos worked by separate 
steam-engines are coupled in parallel, one of the steam- 
engines must not be stopped until the dynamo driven by 
it is put out of circuit. 

3. In order to reverse the direction of rotation of a motor, 

it suffices to change the direction of the current either 

in the magnet coils or in the armature. Traction work 

offers the principal field for the practical application of 

this principle; for certain reasons it is preferable to 

9 
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exclusively reverse the armature currents, thereby ensuring: 
a current circulation through the magnet coils of invariable 
direction. In this way we ensure the maintenance of a 
. sufficient degree of residual magnetism. 

A singular case of interruption in the running of a combined' 
lighting and power transmission plant may here be mentioned. 
A compound machine had been installed as generator, and> 
had to supply current simultaneously to a network of lighting 
mains and to a shunt-wound motor, which latter worked con- 
jointly with an auxiliary steam-engme on a common shaft.- 
As the governor of this engine was rather inefficient, only 
coming into action after a somewhat large variation in speed 
had been produced, it frequently occurred that the engine 
slightly exceeded its normal speed, whereby a corresponding 
increase above the normal in the speed of the motor was 
naturally brought about. Thereby, however, the motor became 
momentarily transformed into a generator and sent a back 
current through the series winding of the primary machine,, 
so causing a fall of its terminal pressure, with a consequent 
flickering of the lamps. This drawback might easily have 
been remedied by inserting a resistance in the shunt circuit of 
the secondary machine, thus increasing its normal speed. 

D. Electrical BraJses. 

The principle of utilising electric motors as brakes, by 
running them as generators upon a suitable resistance has,, 
long been known. If the same has, nevertheless, failed to find 
extensive application in traction work, this may be ascribed 
principally to the circumstance that, owing to the extremely 
limited space at disposal for the speed-controlling apparatus 
and the necessary resistances, it is practicall]( impossible to 
obtain a sufficient number of gradations in the regulating 
device, so as to permit of the maintenance of the required 
speed over any decline, irrespective of the load on the car. 
When too low a resistance is provided the cars will run 
too slowly, especially if they happen to be lightly loaded. 
Another peculiarity of electric brakes, frequently very pre- 
judicial in its action, is that if the car is inadvertently allowed 
to attain too high a velocity before the brake action is called 
into play, the E.M.F. at the motor's terminals is very apt to- 
rise considerably above its normal value. The author has 
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himself^ in the case of tramway motors working on a 500-volt 
supply, not infrequently observed currents at pressures amount- 
ing to over 1,100 volts. Naturally, the insulation is very liable 
to suffer with such abnormal pressures. Thus if, on the one 
hand, we effect an economy in brake-blocks, we run a risk, on 
the other hand, of having to incur sooner or later an expendi- 
ture on new armature windings, etc., equivalent to double the 
initial saving. Nevertheless, there exist conditions under 
which a judicious employment of the electric brake offers 
certain advantages. Such an occasion offers itself, for 
instance, when the line in question has a constant steep 
slope in one direction, as does the electric tramway at 
Griitsch-a-Miirren (Switzerland) installed by the Oerlikon 
Engineering Company, where the electric brake has been 
in use since i88g. 

If we wish to employ an electric motor as a brake, we must 
take it out of the distributing circuit, and short-circuit it with 
a suitable resistance. 

The brake action of a motor is good, sometimes almost 
violent, but is only manifested when a velocity greater than a 
certain critical value has been acquired. 

We will now determine what resistance will be necessary in 
order to conform to certain speed requirements with a given 
load and gradient. 

The amount of work demanded from the motor running as 
generator is given by the equation — 

CE=^t;P08-a)f. . . . (71) 
00 

Whilst f may be estimated with some degree of accuracy^ 
Vf C, and E are, on the other hand, unknown quantities. 

With regard to E, however, there exists the known 
relation — 

D TT 60 X 10^ pi 

In order that we may be able to employ the ordinary 
velocity curve of the motor (Fig. 64), it is necessary that 

,, ^ Ej . 60 . 10® . /»! D TT . X 

Vi » ^ ^^ . (I - e). 
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By multiplying the two equations together it follows that 

..-.•l-Mi-.)', 

or, if we substitute the value of E from equation (71), then 
„, . E, " - '>' . ^S . . . (72) 

It suffices for an approximate calculation to set down 
(i - e)' = f, since in the final design a certain margin is 
ailowed for the value of the resistance over and above that 
deduced from calculations. Therefore with the customary 
pressure E = 500 volts — 

ji, =- 3,000 _- (approximately) . (73) 

An example may be given to illustrate the importance 
of this equation : 

Example. — Fig. 76 represents the characteristic of a 30-h.p. 
Westinghouse tram- 
way motor. Let us 
suppose this motor 
g to be mounted upon 

1 a car of 8 tonnes 

■ gross weight. We 

Sj proceed to determine 

5 what resistance will 

E be necessary to ensure 

* a speed not exceeding 

I 240 m. per minute 

S down a gradient of 49 

4 in 1,000 with a fiill 

load. The terminal 
E.M.F. = 500 volts. 
Approximately speak- 
K.G. 76. ing, P X (S - a) = 

8 X (49 - 10) - 312. 
Hence, it follows that with any current C — for instance, 
46 amperes — 

46 

'"1 — iiOoo -I— = 440 m. 

312 
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Plotting out this curve the point in which it cuts the 
velocity curve will give us the actual current, C = 37 amperes. 
Further, taking f at 0*83, then according to equation (71) : 

E = i . 9-8i X 240 X 312 X 0-83 „ 280 volts. 
37 60 

As a check upon our figures it remains to investigate 
whether this E.M.F. would actually be attained with a 
current of 37 amperes. The value of Vi^ corresponding to 
37 amperes, amounts to 354 m., according to the curve. 
It consequently follows that 

E = El . - . (I - e)2. 

From the dimensions of the machine e = o'o8, therefore : 

E == 500 . ?4? . 0-Q222 = 288 volts. 
354 

The results of the calculations are thus shown to be satis- 
factory. We adopt the mathematical mean E = 284 volts. 
There remains now only the corresponding resistance to 
determine ; we have, 

R = — ^ = 7*7 ohms. 
37 

E. Alteration in the Windlngr of the Field Magnets in Machines 

already constructed. 

We will at first suppose that the boring of the field 
magnets remams unaltered. We will subsequently indicate 
the modifications necessary when the air-gap is varied. 

We have already shown, in a section of Chapter II., how 
we may calculate the necessary winding for the armature of 
a dynamo already made, or of one designed for any output. 
We there assumed a density B^ of the lines of force in the 
air-gap. 

A further problem is to determine the field-magnet winding 
necessary to obtain this induction B,, as well as <p. 

For this purpose we only require to know the magnetisation 
curve for a similar dynamo of the given electrical dimensions ; 
in that case we shall be given some of the following data, 
which will indicate the course to be pursued. 

If the dynamo in question is shunt wound, a separate current 
not being available to excite the field magnets, we can always 
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include in the derived circuit a large adjustable resistance 
and a sensitive ammeter, after which we can revolve the 
armature at a constant speed as great as possible, without 
taking any current from the armature. The high speed is 
necessary to render the measurement of high degrees of 
saturation possible. When circumstances permit, however, 
a separate excitation of the field magnets is preferable. By 
successively decreasing the resistance in the derived circuit, 
and plotting a curve exhibiting the relation between the 
current in this circuit and the voltage measured across the 
brushes of the machine, or, better still, the value of ^, the 
magnetisation curve of the machine will be obtained. 

Another series of experiments is made by altering the 
resistance of the external circuit of the machine, the excita- 
tion remaining constant, and determining the corresponding 
values of the terminal pressure. For this purpose the exciting 
current is so chosen that the terminal pressure is obtained at 
full load. A modification of this experiment could be made 
by varying the exciting current with the load in such a 
manner as to maintain the terminal pressure constant. But 
this latter method is rather more laborious, although the 
results obtained will subsequently be very useful in designing 
the regulating resistance. 

Let us now consider two points on the constant excitation 
curve ; it will be seen that the drop in pressure between the 
machine terminals is always gre-iter than can be accounted 
for by the mere resistance of the armature. We might con- 
sider the supplementary drop in pressure as the product of 
the current generated into a fictitious armature resistance, 
though the latter is not a constant quantity. In some 
dynamos this fictitious resistance decreases with an increasing 
saturation ; in other dynamos the opposite relation obtains, 
as may be seen from the following, deduced from experi- 
ments on three different machines : 



Strength of Armature Current. 

^ kw I 300 amperes. 
^ ' \ 900 

■« ■■»■ { 4o 

=0 ■■"■ { J?o 



Fictitious Resistance. 

. 0"002I. 
0*00078. 

0*048. 
. 0*04. 

0*04. 
. 0'06. 
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As a general rule, the fictitious resistance may be considered 
as remaining approximately constant whilst the excitation 
remains unchanged, as long as the armature current does not 
vary very considerably. 

A similar series of experiments may be made in the case 
of a series-wound machine, preferably with a separate field- 
magnet excitation, no current being taken at first from 
the armature, whilst the machine is subsequently loaded. 

In the case of compound-wound machines, the series 
windings should first be short-circuited ; for the rest we 
proceed as in the case of a shunt-wound machine. 

When, owing to its form or any other circumstance, the 
dynamo cannot be driven by a belt, or in any similar manner, 
we might connect the machine with constant-pressure supply 
mains, and run it as a motor; in this case the ordinates of 
the resulting curve should represent as deduced from the 
terminal pressure. In order to vary the armature current, 
we may alter the load on the machine, which can be con- 
veniently done by making it drive a second machine as a 
generator, the resistance in whose circuit may be altered at 
pleasure. 

We will also mention another method, given in the 
Elcktrotechnische Zeiischrift (June, 1888), which permits of 
experiments being performed on a dynamo on full load, its 
•output being three to three and a-half times that of the motor. 

For this purpose we require two dynamos. The machine 
to be tried is driven at its normal speed. In the circuit of 
this machine we include a second dynamo in series with a 
variable resistance. 

This second machine plays the part of a motor, and restores 
to the primary dynamo, by means of a suitable coupling, the 
•energy supplied to it, less the losses which take place in the 
machine. The methods used in winding the two machines 
are of no importance ; on the other hand, both must have 
appropriate speeds and pressures. Moreover, the adjustable 
resistance should be furnished with numerous divisions. 

It is preferable to use two dynamos of identical output, for 
it is only then that we can realise the appropriate experimental 
conditions. 

We could vary the output of the dynamo to be experimented 
on either by enfeebling the magnetic field (by means of an 
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adjustable resistance included in the field-magnet circuit, itt 
the case of shunt-wound machines) or by modifying the 
number of active armature conductors, or displacing the 
brushes (in the case of series machines). 

When the chgice of the method of coupling is well made,, 
we can in this manner obtain exactly the desired effect. 

Examples Relative to the Winding of Field Magnets. 

Example i. — It is required to determine the particulars of 
the winding of a shunt-wound dynamo to supply 120 amperes- 
at 400 volts, the speed being 400 revolutions per minute. 

Suppose that we already possess a model dynamo sup- 
plying 24 amperes at 1,720 volts, its speed being 700 ; we 
will use this for experimental purposes, and subsequently 
determine in what manner the armature and field-magnet 
windings must be modified in order to obtain the required 
output. 

The effective output of the model machine employed is, it 
is true, slightly smaller than that of the machine to be- 
constructed, but it is well to remark that dynamos which- 
have been originally designed for high pressures, but have 
subsequently been rewound for low tension, are capable of 
developing an output from 10 to 20 per cent, greater than the 
primitive one. This is due in part to the smaller amount 
of insulation necessary under the diminished pressure, and 
in part to the fact that the section of the armature wires, 
and with this the armature current, increases with the linear 
dimensions. 

Let us suppose that the results of experiments on the 
dynamo, originally furnished with a series winding and a. 
Gramme ring armature, are as follows : 



I. Field Magnkts Separately Excited ; No Armature Current. 



Sjxreil. 


Volts. 


700 


400 


700 


800 


700 


1,100 


700 


1,300 



Ampere-Turns per 
Field- Magnet Coil. 



1,700 

3»300 
5, 100 
6,700 




Volts Ampere-Turns per 
Field-Magnet Coil. 



1,500 
1,600 

1,750 
1,900 



8 400 
10,000 
13,500 
i7,oqp' 
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Speed. 


Volts. 


Amperes. 


Ampere-Turns per 
Field-Magnet Coil. 


Ampere-Turns in 
the Armature. 


700 
700 
- 700 
700 
700 


740 
1,230 
1,480 
1,650 
1,800 


4 
8 

12*3 

17 
24 


3,400 

6,800 

10,500 

14,500 

20,400 


2,240 
4,500 
6,900 
9,500 
13,400 



The experimental results contained in the last two tables 
are graphically represented in Fig. 77. 
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Curve I. Separate excitation. Curve III. Ohmic loss. 

,, II. Self-excited machine. „ IV. = I. — III. 

Fio. 77. 



Data Relating to Dynamos Experimented Upon : D = 510 ; 
N = 1,100. Length of armature turn = 1*2 m. ; diameter of 
an armature wire = 2 mm. ; hence the resistance of the 
machine between the brushes is 



h 



550 X I'2 

^^ ., - = 2*1 ft). 

50 X 2^ TT 



138 CONTINUOUS CURRENT 

The resistance of the field-magnet circuit is 2*9 w, when 
the wires are raised to their maximum temperature by the 
-current flowing through them. Number of turns per bobbin 
- 850. 

For a current strength of 24 amperes (Fig. 77) the drop 
in voltage is 

24 (2*1 + 2*9) = 120 volts. 

Plotting this value parallel to the axis of ordinates, above 
the corresponding excitation (in ampere-turns) — viz., 20,400 — 
and connecting the point thus obtained with the origin, we 
shall obtain the straight line III., the ordinates of which 
must be added to those of Curve II. 

The influence of the armature reactions on the magnetic 
field are here clearly manifested ; indeed, if the armature 
reactions were negligible, the Curve II. obtained as above 
would coincide with Curve I., which is seen not to be the 
case here. For an excitation corresponding to 8,000 ampere- 
turns the pressure between the brushes is consequently only 
reduced by 60 volts, that is to say, by 4 per cent., due to the 
reaction of the 2,600 ampere-turns of the armature. We shall 
therefore commit no great error in the ensuing calculations if 
we suppose, for simplicity, that the drop of voltage due to the 
armature reactions is directly proportional to the number of 
armature ampere-turns. If, for instance, the armature is 
provided with 1,100 wires instead of 1,500, the drop of 
pressure will, for the same current strength in the armature 
as above, be equal to 

4 l'?~ = 5*5 per cent. 
1,100 

(a) Calculation of the New Armature. 

We will suppose that the current density in the armature 
wires is equal to 3*6 amperes per square millimetre. 

Section of wire = — . = 167 square millimetres. 

2 3-6 

Diameter of bare wire = 4*6 mm. (after Table II.). 

Diameter of insulated wire = 5'i mm. 

The number of wires which could be wound on the 
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armature, supposing them to be arranged as closely together 
as possible, is 

n = 510^ - 314. 
5-1 

For convenience in winding, we may take this number 
as = 300. 

.(6) Calculation of the New Winding for the Field Magnets. 

A pressure of 500 volts corresponds to a definite number 
of lines which may be calculated from equation (10). This 
operation is, however, unnecessary. Indeed, to be able 
to apply the primitive characteristic (Fig. 77) to the new 
machine, it is only necessary to find for what pressure the 
proper number of lines will be generated, and what will 
be the excitation necessary for this purpose. 

The pressure is evidently 

E - 400 "''°° ^/°° - 1,580 volts. 

300 X 650 

It follows from the Curve I. (Fig. 77) that the pressure 
will correspond to 9,700 ampere-turns when no current 
flows in the armature. To obtain the total excitation, we 
must first calculate the drop of voltage in the machine — ix.^ 

550 X 1-2 100 ^^.0 1. 
e = ^^ _- . = io*8 volts, 

50 X 167 2 

or 27 per cent, of the total pressure. To take account of 
this loss, we must obtain from the Curve I. an excitation 
corresponding to 1,580 (i + 0*027) = 1,622 volts. We thus 
obtain 10,400 ampere-turns. The Curves II. and IV. show 
that, in order to produce the E.M.F. of 1,622 volts, we 
further need, by reason of the armature reaction, a number 
of ampere-turns equal to 13,600 - 11,500 « 2,100, or, in 
all, 12,500 ampere-turns. 

This calculation is not quite exact, and consequently a 
<:orrection must be applied, since the number of ampere- 
turns was not the same in the experiments as in the 
projected machine. As the experimental dynamo carried 
550 turns per field-magnet bobbin, we must have had, 
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corresponding to 13,600 ampere-turns, a current which was 
equal to the armature current, its value being — 

13,600 r- 

-^ — - 10 amperes. 
850 

Consequently, the number of ampere-turns in the armature 
were 

16 1,100 

— . -i-— = 4,400 ; 

2 2 

whilst we shall have in the armature of the new machine on. 
full load — 

300 120 

- — . = g,ooo ampere-turns. 

2 2 

Consequently, for the dynamo which is to receive the new 
winding, the excitation per field-magnet coil must be 

Q.OOO 

10,400 + 2,100 ^ — = 14,700 ampere-turns. 

4,700 

An almost identical result may be arrived at by the 
following train of reasoning : 

For a terminal pressure of 1,580 volts, the Curves 11^ 
and IV. give a drop of pressure equal to 

1,670 - 1,580 = go volts. 

T>v . • xi_' 12,600 1,100 

Ihe armature m this case carries —^ . — — = 4,100 

850 4 

ampere-turns. Consequently, for 9,000 ampere-turns the 

drop in pressure is 9jP— 90 ■= 197, augmented by 1,580 x 

4,100 

0*027 = 43 volts. From the Curve L, we obtain, corre- 
sponding to 1,580 + 197 + 43 = 1,820 volts, an excitation ot 
about 14,600 ampere-turns. 

Example 2. — The data respecting a 3-kw. two-pole dynamo^ 
given in Fig. 17, Plate II., are as follows: 

Terminal pressure -= 125 volts ; current strength « 24 
amperes; speed = 1,400. 

Let, moreover, D - 21 cm.; / = 16 cm.; N = 424; diameter 
of wire = 2*2 mm. (sectional area = 3*8 sq. mm.) ; mean length 
of an armature wire = 0*52 m. ; drop of pressure between the 
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brushes = 7 volts ; number of turns per field-magnet coil 
= 4,700. 

The results of experiments on this machine are given in 
Fig. 78 ; the Curve I. is the characteristic for open circuit, 
and Curve II. gives the armature current strength and the 
excitation for a constant terminal pressure of E = 125 volts. 



1: 



EwcrrAnoH IN AMPVtts. 
Flo. 78. 

It may be seen from the inspection of Curve II. that for 
24 amperes an exciting current of 178 amperes is required 
in order to obtain a pressure of 125 volts. The induced 
E.M.F. is, in this case, 148 volts, and the drop of pressure is 
equal to 

148-125 = 25 volts. 
Of this 23 volts, 7 correspond to the loss due to the armature 
resistance, and 16 are due to the arrnature reaction. 

Let us suppose that it is necessary to furnish this machine 
with a new winding, so that 8 amperes at a pressure of zgo 
voks may be obtained ; the speed remaining the same, and 
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the degree of saturation found in the first machine being as 
far as possible preserved, we thus have 

N = ?90 ^24 = 980. 

For the same ohmic loss the section of the wires must be 
modified in the ratio of the current strengths ; in other 
terms, 

s' = s ~- « 3*8 ^ = i'3 square millimetres. 
C 2'4 

Let there be 53 slots ; the size of one, augmented by that of a 
tooth, will be 

ii^ = 14-5 miUimetres. 
53 

Consequently the breadth of a notch must not exceed 

6*5 mm.; of this breadth i mm. should be reserved for the 

insulating layer. There is only 5*5 mm. remaining, which 

will suffice to lodge three wires of 1*3 mm. section (bare) 

sectional area of each wire = 1*32 square millimetres. 

Number oflayers in a notch = —9 = 6'i6, or, rouerhly, 6y 

53 X 3 
consequently N=53X3x6 = 954. 

In order to determine the excitation for the new winding by 

the aid of Curve I., we must compare our new numbers with 

the corresponding magnitudes of the original winding ; 290 

volts corresponds to 290 i-^ = 129 volts on Curve I. We 

952 "^ 

have besides found for 24 amperes (4?4 . 5i = 2,540 ampere- 

^2 2 

turns on the armature), a loss of pressure equal to 16 volts. 

For the new winding we only have 

2^ X — = 1,980 ampere-turns, 
2 2 

and the loss of pressure is under these conditions equal to 

16 Il9__5 ^ J2-5 volts, 
2,540 

The ohmic loss is . 

0-52 X 954 X 8-3 . ^^it 

50 X 2 X 2 X I'32 
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or, reduced in proportion to the original winding, 

157 ^ = 6-8 volts. 
290 

The E.M.F. produced will consequently = 129 + I2'5 + 6*8- 
= 148 volts (about) — that is to say, exactly the same as at 
first. Consequently the field magnets must receive the same 
number of ampere-turns as previously. 

It is never possible to calculate in advance the loss in 
pressure due to the armature reactions of a dynamo. Hence 
we must content ourselves with an estimation. Toothed 
armatures generally give a greater loss of pressure than 
smooth armatures. Consequently, if in a smooth . armature 
the loss of pressure due to armature reactions is taken as 
equal to the ohmic loss, the corresponding value in respect of 
a toothed armature must be taken of about double this value. 
However, this rule cannot be generally applied without certain 
reservations. M. Picou has, indeed, given data relative to 
smooth armatures in which the armature reaction is greater 
than the ohmic loss (see " Trait 6 des machines dynamo- 
electriques). This was due to the dynamo in question 
requiring a considerable lead of the brushes, a characteristic 
which does not indicate great merit in its construction. 
On the other hand, the bipolar dynamos constructed in the 
Saint-Ouen workshop, possessing toothed armatures, give a 
very small loss of pressure due to the cause in question. In 
the type D C 18 it is equal to the ohmic loss. For the rest we 
must call attention to what has been said on p. 134. 

F. Predetermination of the Winding of Field Magnets. 

I. Introduction. 

About a dozen years ago calculations in relation to dynamos 
were chiefly a matter of sentiment, and the output of a 
machine remained unknown until it had been constructed and 
tested experimentally. If the result proved feivourable, the 
design was adopted ; if, on the other hand, this was not the 
case, trouble was seldom taken to effect the necessary altera- 
tions indicated by the results obtained. It is natural that, 
under these conditions, the construction of a large dynamo 
involved some amount of risk which was not calculated to 
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encourage the development of lighting or power transmission 
installations. Fortunately, this unhappy state of things no 
longer obtains. 

Calculations relating to dynamos of over i,ooo h.p. present 
•no greater difficulty than those relating to 50-h.p. dynamos, 
and they can be performed with an accuracy at least as great 
as could be expected in the predeterminations of a steam 
engine or turbine. 

The progress thus made is due to our superior knowledge 
of the laws of magnetisation, made possible chiefly by the 
labours of Rowland, Lord Elphinstone, Bosanquet, Forbes, 
Kapp, and the brothers Hopkinson. 

We cannot here enter into a detailed account of the 
different theories which have from time to time been 
advanced ; we must limit ourselves to a rapid survey of a 
few of the fundamental principles. 

Rowland was the first, in his paper on " The Permeability 
and the Maximum Magnetisation of Iron, Steel, and Cobalt," 
to apply Ohm's law to magnetic phenomena (see Phil, 
Mag., IV. Series, vol. x., Aug. 1873). 

Let = the total number of lines of force circulating in a 
closed magnetic circuit ; 
B = the magnetic resistance opposed to the circulation 

of these lines ; 
M « the magnetising force « current x number of 
turns. 

Then, according to Rowland, we have 

This law is of so much importance that it has served 
as a basis for all subsequent work. Bosanquet subsequently 
introduced for M the denomination " magneto-motive force," 
and for B the denomination "magnetic resistance" (see 
Phil. Mag., July, 1884, p. 552; and Electrician, February, 
1885). That physicist generalised Rowland's law, and 
applied it to practical problems. Thus we may determine B 
in terms of the magnetic resistances existing in different parts 
of the magnetic circuit. 

In 1884 Rowland communicated to the Congress at 
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Philadelphia for the Advancement of Science the celebrated 
memoir in which a formula for the flux in a magnet was 
;arrived at. 

Let = total number of lines of force ; 

Not = the number of turns of wire in the magnetising 

coil ; 
Cm« the strength of the current flowing through 

these N turns; 
Ltn= the length of the magnet core comprised 

between its two poles ; 
Sm « the sectional area of the core ; 
ju = the magnetic permeability; 
Li = 26 = double the distance between the poles 

and the iron of the armature ; 
Si « area of the air-gap perpendicular to the flux ; 
S'l ■= an additive term, depending on the leakage of 

the lines of force. 



Then « 



10 



m*-^fH 



'm 



'm 



S, + S'i 



Mr. Gisbert Kapp effected an advance of still greater 
importance from the practical point of view (see Electrician, 
Pebruary, 1886, to March, 1887). 

To simplify subsequent calculations, that electrician as a 
•preliminary adopted a practical unit of flux equal to 6,000 
CG.S. units (i Kapp line = 6,000 C.G.S. lines). 

Equation (10) now becomes 

E = N n /> io~«. 

In what follows, however, C.G.S. units will be used. 

Let Cm Nto *= the number of ampere -turns around the 
magnetic circuit, whilst = the total number of lines leaving 
.a pole. Then, after Kapp, 

c C^ N^ 
9 " 



10 
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In this formula, Bm = the magnetic resistance of the field- 
magnet cores and yoke, Ba - the magnetic resistance of tlie- 
armature, and Bi the magnetic resistance of the double layer 
of air comprised by the two air-gaps ; c is a constant. 

Let 0' be the number of lines of force lost through leakage — 
that is to say, the number of lines which escape passing 
through the armature. In a sense, these lines may be said 
to correspond to a "magnetic short-circuit." Hence, 
corresponding to a total number of lines 0" we shall have 
<p lines passing through the armature subject to the condition. 

We have, further, 

C {C,n iimY-'iBa + Bi) 0; 

-— gr- ^- 

In this latter equation B*i is the mean resistance opposed* 
to the direct passage of lines of force from one pole to the 
other, whilst escaping the armature. 

c {Cm N« )" - Bn, 4>' ; 

whence 

C„. N« - <^ [2?« + Ba + Bi -^ ^^^^ ] ^. 

To take account of the magnetic resistance of the cores- 
increasing with the induction, Mr. Kapp introduced the 
hypothesis that the increasing resistance was related to 
the degree of saturation by means of a tangent curve, so* 
that for go** the saturation is complete. Thus, 



-Bm = 



_ a Ljn ^2 



tan ^— a-J) 



2 



^- (t -a) 



Ba = ^^^'^ ^ 



Sa IT 



2 * 
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B, =y_ 



B'l - 



_ 1.730 



Vd/ 



These formulse apply to a dynamo with horseshoe field 
magnets (superior type). For dynamos with horseshoe field 
magnets (Edison type) — 



n/dT 



In these equations 



O^m =; 9 (Fa ^ 



i^m max i^a mmx. 



According to Kapp, Bmax. - 16,600 for cast iron, and 
= 24,000 for wrought iron. 

Moreover, Lm == the mean length of the lines of force in the 

field magnets in centimetres ; 

La « the mean length of the lines of force in the 
armature breadth in centimetres ; 

Lj « twice the value of a single air-gap in centi- 
metres ; 

Sm, So, and Sz, the respective sectional areas of 
the field-magnet cores, of the armature^ 
and of the air-gap, all measured in square 
centimetres. 

(See Figs. 81 to 86, and 98 to 102.) 

We further have — 

For dynamos 

with wrought-iron field- with cast-iron field- 
magnet cores. magnet cores. 



c « ... 


... 
• • • 


2,400 

. • • ^ 


... 
... 


... 
... 


2,000 
3 


/8 = ... 


• • • 


2 


... 


• • t 


2 


y -= ••• 


• • • 


... 1,440 


. • . 


• • • 


1,800 
10* 
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tan 



Table of Values for 



a-) 



T 





Ratio of the Tangent to the 




Ratio of the 


Tangent to the 


Induction 


Corresponding Arc. 


Induction 


Corresponding Arc. 


per sq. cm. 






per sq. cm. 








Armature. 


Field Magnets. 




Armature. 


Field Magnets. 


3,«x> 


I -01 


I'OI 


14,000 


I '43 


295 


4,000 


I '02 


I -05 


15,000 


1*53 


4-5 


5,000 


i"03 


1*09 


16,000 


165 


io*9 


6,000 


1*05 


1-13 


17,000 


183 


00 


7,000 


1-08 


ri7 


18,000 


2-04 


00 


8,000 


I'll 


1-25 


19,000 


2-38 


00 


9,000 


1*13 


133 


20.000 


2-85 


00 


10,000 


i'i7 


1-47 


21,000 


373 


00 


11,000 


I 22 


'15 


22,000 


527 


00 


12,000 


1*27 


1-89 


23,000 


10 -06 


00 


13,000 


I '35 


2 '24 


24,000 


00 


00 



Example. — It is required to determine the number of ampere- 
turns necessary for a dynamo with horseshoe magnets (Edison 
t3T>e, see Plate IL, Fig. 2), of which the dimensions and other 
prescribed data are as follows : 



E - 106 volts (terminal pressure) ; 


C - 82; 




w = 360 ; 




N = 328; 




D = 25; 




/ = 25; 




Lm- 122; 


Sw = 400 ; 


L« = 33; 


s« - 376; 


L, = 2-4; 


S| = 900. 



The field-magnet cores are made of wrought iron. Let us 
suppose that the loss in the armature and field magnets is to 
be 15 volts. We then have 

= (106 + 15) 60 X I0« _ g,^ ^ ^^,. 
360 X 328 



B 



m 



6*1 X lO^ 

400 



i5»200 ; 
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Ba = - 16,200; 

Tj 6-1 X 10® ^ o 

Dl = = 6,800; 

900 

B', == -lilZ^ . 46.8. 
V25 X 25 

The values of the tangent can be determined, by interpola- 
tion, from the preceding table (p. 148), but ais the field magnets 
are strongly saturated, it is preferable to make the exact 
calculation — 

tan {JL ,„) 
= 5'22 ; 

TT 

(Tin 

2 

tan ( -. ..) 

= I -69 (taken from the table, p. 148). 

TT 
2 

C„i N,« = (122 X 15,200 X 2 X 5*22 + 33 X 16,200 X 

2,400 L 

2 X 1*69 + 1,440 X 2*4 X 6,800) + (33 X 16,200 X 2 X 1*69 + 
1,440 X 2*4 X 6,800) -— - I =» 23,000 ampere-turns. 

This number agrees very well with the results of experi- 
ments on open circuit (about 24,000). On the other hand, 
on full charge we obtain, with 23,000 ampere-turns, only 
95 volts. We will content ourselves with this example. 

Kapp's formulae were for some time the only ones used by 
dynamo constructors in order to determine in advance, with 
a certain approximation to accuracy, the details of the winding 
of field magnets. They are, however, no longer employed, 
since the results obtained by their use present an insufficient 
accuracy. This is due to no account being taken of the 
quality of the iron used ; moreover, the coefficients c and y 
depend on the iron used in the field magnets, which is 
certainly not the case in reaUty. 
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2. Hopktnson^s Theory {Electrician, November and December, 

1886). 

Let us wind a certain number, Nm, of turns of wire 
around an iron ring, of uniform sectional area equal to S, 

and mean length equal to 
L. If a current is caused 
to flow through these wind- 
ings, magnetic lines of 
induction will be generated 
in the ring; these lines 
will not manifest themselves 
in any very apparent man- 
ner, but their existence can 
be easily proved by furnish- 
ing the ring with a second 
Fig. 79. coil of a few turns, con- 

nected with a galvanometer. 
On interrupting the primitive current, the needle of the 
galvanometer will swing through an angle proportional to 
the number of lines which have been withdrawn from the 
secondary coil. 

We may consider this iron ring to be a magnet without 
poles. 

The total induction, 0, depends, on the one hand, on the 
number of ampere-turns, and, on the other hand, on the 
magnetic resistance of the circuit formed by the iron of 
the ring. We therefore have 




10 



whence 



C^N 



m ^^m 



10 <p 



L. 



4 TT S /X 

We designate by /j. the specific magnetic conductivity, or 
the permeability of the iron. Hence, 

I 



- 

M = K 



S 4 IT Cm N 



(74) 



m 



10 



10 L 

number of lines per square centimetre 



4 IT ampere-turns per centimetre length of lines 
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The methods used for determining ^ are described in 
Chapter IV. 

When measurements are made for a great number of 
-different current strengths, it at once becomes apparent 
that /JL is constant only for small magnetising forces, and 
decreases rapidly as the saturation increases. (Ex^ct 
measurements have shown that even at starting /i is not 
constant, but increases with the saturation ; however, for 
all practical purposes, such variations from direct propor- 
tionality may be disregarded.) The following table gives 
some values of yt*, determined by Dr. Hopkinson. 

In manuals of electricity, 4_? I *" '^ j is generally desig- 
nated by H ; hence 

B 

With the aid of the following table (which relates to 
particular samples of iron experimented on by Dr. Hopkinson) 
and equation (74), we may easily calculate the number of 
ampere-turns necessary to generate any given induction, B, 
provided that the section of the ring is constant : 



Wrought Iron, Annealed. 


Cast Iron 




B 


M 


B 


M 




4,650 


4,650 








6,200 


3,877 


— 


— 




7,750 


3,031 


3,870 


763 




9,300 


-2,159 


4,650 


75^ 




10,800 


1,921 


6,200 


258 




12,400 


1.409 


7,750 


114 




14,000 


907 


9,300 


74 




15,500 


408 


10,800 


40 




17,000 


166 


— 






18,600 


76 


— 


— 




20,100 


35 


— 






21 700 


27 


"" 







Let us suppose that a wrought-iron ring, the mean 
circumference of which is equal to 21 cm., is in question. 
To create an induction of 18,600 Hues per square centimetre, 
we should need 

18,600 10 _ 18,600 X 10 T.A o^v,^^...^ f,„.«o 

— 1 . — = — =s 190 ampere-turns 

fj, 4 IT 76 X 4 TT 
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per centimetre length of the magnetic circuit, or, in all^ 
21 X ig6 = 4,100 in round numbers. 

Let us now consider the more general case, when the 
section of the ring is not uniform (Fig. 80). In this case 
the total magnetic resistance is equal to the sum of the 
magnetic resistances of the various parts of the circuit- 
As a consequence, we have 






Lo + - 



<P 



Ss/As 



Lfg +..•)► 




Fig. 80. 



When the different parts of the magnet do not consist 

of the same class of iron, 
the values of /j. must be 
taken from the correspond- 
ing table. 

If the ring is broken'^at 
any point, the lines of in- 
duction are obliged to tra- 
verse an interval of air ;; 
two distinct poles are then 
formed, for the determina- 
tion of which we must make 
use of the rules given in the 

first chapter. The magnetic circuit will thus acquire an 

additional increment of resistance, given by 

7j Lz 10 

S« 47r 

There will be a leakage or spreading of the lines of force 
between the two poles, and in a dynamo we may distinguish^ 
between useful leakages and those which are prejudicial 
in their actions. As an instance of the former we nnay cite 
the case of the passage of lines of force into the armature 
at points outside the pole-pieces. We could take count of 
this by multiplying the magnetic resistance of the air-gap* 
proper by a coefficient, k, of which the value will be given 
later. This coefficient varies, according to the dimension* 
of the poles and the bore of the field magnets, between o'S- 
and 0*95. 

The prejudicial influence of magnetic leakage is only 
of a secondary order of importance; in fact, the lines 
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which pass directly from one pole to another through 
the air are produced by the same number of ampere- 
turns as those forming the useful induction ; on the 
other hand, in those parts of the iron circuit through 
which these Hnes pass an augmented saturation will be 
produced, their magnetic resistance being thus increased, 
and consequently, with a given exciting current, the total 
induction will be decreased. Hopkinson took account of 
this fact by multiplying the saturation of these parts 

(calculated by the aid of the equation established for i) by 

coefficients, c, v, etc., each being greater than unity. 
Consequently the general formula applicable to dynamos is 

\s'„ ^■„) "* s, J 

Table X., at the end of the book, which is taken from a 
memoir by Wiener, contains 
values of v for almost all 
the usual types of dynamos 
(see Electrical Etigineer, iSg^). 
This table is extremely useful 
in practice, but it must be 
used with circumspection. 

It is evident that it refers ' 

to dynamos provided with 
smooth armatures, in which 
the leakage is greater than 
that in machines with 
toothed armatures. In fact, 
the coefticients of dispersion 
are greater than those pub- 
lished up to the present time 
in the different periodicals, 
and obtained as the results 

of experiments on machines Fio. 81. 

with toothed armatures. 

Equation (75) contains all the quantities requisite to- 
calculate the ampere - turns corresponding to any given 
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induction. Hopkinson has transformed this equation by- 
representing 

by a curve, the calculation being thus rendered more 
■expeditious. We have 

<:»N„- 

^''~[/(B„)U+/(B„)'L'„+ . . ./(B„)U + B,2^]. 

4 T 

In this equation it is necessary to remember that 
B,..|. 

Plate I., at the end of this book, gives a general idea 
of the curves /(B) for iron of different qualities, the results 



being obtained partly from data published by Dr. Hopkinson 
and partly from the results of experiments performed by the 
author. 

In order to avoid any possible misunderstanding of the 
terms used in connection with the magnetic circuit, we will 



explain their application to a number of well-known types 
of machines. 



Nnmber of magnelic c 

Number of magnetic ci 



S3 S4 8j 86 87 



s for each pole.. i 3 2 2 3 2 1 
As we always denote by tf>the total number of lines of induction 

per pole, we will introduce S, denoting the sections of all the 

derived magnetic circuits obtaining their induction from the 

same pole. 

On the other hand, equations (75) and (76), as well as those 

of Kapp, give the number of ampere-turns for the magnetic 

circuit. We shall therefore have 



In the case | -, 
of Fig. / «• 


82 


83 


Ampere- 1 













84 



85 




S7 



JC™,Nm iCmXm 



F[G. 83. 



Assuming the same armature and the same degree of satura- 
tion of the field magnets to be employed, the type of machine 
represented in Fig. 81 will require a little more iron and a 
little less copper than the type represented in Fig. 82. 
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For the proportions generally used, the types 82 and 8j. 
will have to within a little the same weights of iron 
and copper, provided that special pole-pieces are not used in 
83 ; in the latter case an economy of copper will be effected. 
But when it is required to determine a dynamo of minimum 
weight, irrespective of its form, we might give a smaller 
weight of iron to the type 82. 

Plate II. shows nearly all the characteristic types of Beld 
magnets arranged systematically (but not chronologically), 
and giving the name of the first person to use each type. 



Fig. 84. 

In this connection we may dispense with detailed descrip- 
tions, since perspective views are given in almost all works 
on electricity. We will only remark that the types 13, 14, 
18, and 22 (Plate II.) are often completely enveloped by the 
body of the Beld magnets. 

In a certain number of these types it has been necessaiy to 
reduce the armature reaction as much as possible by methods 
which will be explained in detail in Chapter VI. The types 
17, 21, and 30 have been specially constructed from this point 



of view, as well as the CoufBnhal dynamo, of which a cut is 
given in Chapter IX. 

Determination of S and S in the case of Toothed or Tunnelled 
Armatures. 

The exact determination of the air-gap, S, in the case of 
toothed or tunnelled armatures presents the difficulty that it 
does not solely depend on the form and the number and 
dimensions of the slots or tunnels, but also to a considerable 
extent on tke degree of saturation of the iron of the armature. 



Fig. 85. 

A simple train of reasoning will clearly demonstrate that 
this is so. Since the air offers a resistance to the passage of 
lines of force which varies between zoo and 1,000 times that 
of the iron, according to the degree of saturation of the latter, 
it is evident that the lines of force will not be distributed 
aaiformly over the periphery of the armature, but will be 
concentrated in the teeth, a much smaller number passing 
into the separating slots. 

In the case of toothed armatures, we may take 
S - 0-5 to 0'6 u; 
and . , " = 0*5 «i (approximately). 
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In this case we shall' have 



S' ^riS; 



and 



S'/ 



2.W, 



S/ - 075 s, 



These formulse are not, however, quite exact, since the 
lines of force are not perpendicular to the pole surfaces. 
The real mean section is slightly augmented in this manner^ 
and it will be still more so when we take account of the flux 
passing into the interior of the slots. Substituting, in 
equations (75) and (76) for 8 the double air-gap, and calculat- 
ing B/ by the aid of the equation 



B/ 



S/ \ 



we obtain a value of B/ which should still be multiplied by a 
coefficient k\ of which the approximate value may be found 
in the following empirical table : 



Values of k\ 



Breadth of 
Slots, in 



Air-Gap, d, in Centimetres. 



Cubic 














Centimetres. 


o*3 


o'4 


05 


06 


07 


o» 


0-4 


1*3 


1-27 


124 


1-2 


— 


— 


0-6 


I'M 


1-31 


1-27 


1*24 


1*2 


— 


0-8 




1*37 


1*34 


1*30 


I '26 


1*23 


I'o 






1-36 


I'yt 


1-28 


1-24 


1*2 


^^" 




""*• 


1-35 

• 


1-30 


1*26 



For slots which are half closed it will suffice to augmen? 
B'l by from 15 to 20 per cent., whilst in the case of tunnelled 
armatures no contraction of the flux is produced. 

This last type of dynamo appears to have been completely 
abandoned during the last few years. In a similar manner, 
although to a less extent, smooth armatures have been 
replaced by those with teeth. 

The advantages which these latter present are of two sorts : 
(i) Greater mechanical strength ; (2) smaller amount of copper 
necessary in winding the armature. 

Even when the slots have been badly made, so that 
the iron discs are imperfectly insulated the one from the 
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-i^^ 



m 



I 



}^m 



71; 



M^ 



imm^ 






-m 



^m 



u* 



=3-- 



;L 



other, thus entailing an unnecessary dissipation of energy,, 
the cost of production is 
still less than when smooth I 

armatures are employed. 
Toothed armatures are, 
however, often chosen on 
purely mechanical grounds. 
On the other hand, in the 
case of high-pressure dy- ^ ,. 
namos, which are generally — E "'"iiB ^>y 
provided with a Gramme 
ring, the advantage of an 
economy of copper becomes 
secondary in comparison 
with the numerous advan- 
tages appertaining to a 
smooth armature — including 
possibility of providing a 
better insulation, smaller armature reactions, and consequently 
a diminished lead of the brushes, a simple construction, etc. 
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Fig. 86. 
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Toothed armatures become greatly heated when the discs^ 
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have not been carefully filed to remove all burrs after their 
stamping or milling has been performed. 

Determination of k, the Coefficient of Useful Leakage. 

As the ampere-turns corresponding to the air-gap always 
represent the most important fraction of the total excitation, 
the coefficient k plays a part which cannot be neglected. 
In previous editions of this work some data as to the 
approximate value of this coefficient were given, but it has 
since appeared advisable to establish a formula for /c in a 
rigorous manner. 




Fig. 88. 



Fig. 89. 



Let <t> — the total number of useful lines which enter the 

armature; 

<f>i — the total lines leaving a pole surface ; 

02 — the total lines of the two leakage fields respec- 
tively to right and left of the poles (see 
Fig. 90) ; 

Lj and L2 = their respective conductivities; 

I = length of armature. 

We shall then have 

Then the well-known analogy between the laws governing 



DYNAMOS. 



l6l 



electric currents and those which apply to the magnetic 
field show that the total magnetic conductivity is equal to 
the sum of the individual conductivities, or 



2L 



^i 



K K 



10 



= Li + L, 



. (77) 



4 TT 6 / 

We have determined Lj in a preceding chapter, 
in terms of the data given in Fig. go is 

T _ 4 TT 6 / I 



Its value 



(78) 




a^O 



Fig. .90. 

In relation to the leakage lines, we will suppose that 
these are grouped on either side of a pole, following arcs 
of circles of which the radii are equal to the distance from 
the pole corner, a subsequent straight element being added 
equal to the air-gap, S. Let ^ « + <5 = the length of the lines 
of force; $ should receive the following values, according 
to the angle a which the pole surface makes with the 
armature : 



« = 90 , 
a =^ 120"^, 

« = 150% 
a = 180°, 



TT 



^ 2' 






^ = 

i = 



2 

--tt; 
3 
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Consequently, for any particular element of the field at a 
distance a from the pole corner, the conductivity is 



lo ^ a + S' 
whence the total conductivity is given by 




» =z e 



'--'^'^' ,ih-'-'' ^>^»(t * -)■ w 



ia + S 10 ^ 

Substituting in (77) the respective values of L^ and L^ by 
the aid of equations (78) and (79), k can be determined. 



K = 



1+ ^' . I X 4-6 Iogio(^ +1) i + -^x 



. (80) 



K 
b i ---oxu^ <J -/ - b 

Plate IX. at the end of this book contains the values 
calculated for x^ and should be found useful in the study 
of the dynamo. 

Example, — Let us supjSose that the bore of a dynamo with a 
smooth armature (k = i) is equal to 32 cm. ; the pole arc ^ 
35 cm. ; c = 7'5 cm., 8 = 1*2 cm., and a = 150^ 

Table IX. gives for these values 

X = 2*62 ; 
and consequently 

= 0-93. 



, , X , 2*62 
I + - I + 

b 35 

For dimensions not contained in that table, the value of x 
may be obtained either by interpolation, or, that which is 
often more simple, by the aid of equation (80). 

Determination of the Leakage Loss. 

In order to take account of the loss by leakage we will 
use Fig. 91, where the dotted lines represent the flux lost 
by leakage. 

It is evident that the section I. comprises the greatest 
number of lines, since it is traversed by the total flux. On the 
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other hand, this number is diminished in passing through the 
armature as well as through the field magnets, since, suitable 
paths being open, a large number of lines form short-circuits 
through the air. 

If, consequently, ^ denotes the flux emanating from a pole 
and entering the armature, and x <f> the loss between the 
section I. and the armature, the total number of lines which 
must be generated is 

V <l> - <l> {1 + x). 

The coefficient v could be determined by calculation or 
•experimentally. 

For the latter purpose one or more turns of wire are made 

round each of the sections 
I., II., III. ; these coils must 
be capable of being connected 
with a ballistic galvanometer 
through an adjustable resist- 
ance. The two coils, III., 
should be grouped in series. 
After having connected either 
of the three coils with the 
galvanometer, we shall ob- 
tain, on quickly breaking the 
magnetising circuit (or, better, 
on reversing the latter), a throw of the needle which will be 
.proportional to the total number of lines of force which have 
cut the secondary circuit. If dl., dIL, dlll. represent the 
galvanometer throws thus obtained ; then for section I., 




\ 



liUL 



Fig. 91. 



1/ = 



and for section III., 



V = 



dl. , 
dll/ 

din. 

dll. 



The value thus obtained is occasionally less than unity. 
In that case it is possible to reduce the sectional area of 
the corresponding part of the magnetic circuit. 

In performing experiments, such as the above for other 
:sections of the machine, it will be found that v is altered, 
and that its maximum value is different for different types 
•of machine. 

II* 
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Nevertheless, we could suppose, without committing any 
very great error, that v is constant for a certain length. 
The magnetic circuit could thus be divided into a number 
of sections, the theoretical value of B may be calculated 
for each of these, and, finally, the numbers so obtained are 
multiplied by the coefficients vi, v,^ 1/3, etc. ; these may 
approximately be determined from the maximum value. 

Hence, to determine the 
loss due to leakage, we must 
pursue the following course : 
Let us suppose that the 
primary poles of the magnetic 
circuit are found at a and b 
(F'ig. 92), the subsequent 
paths of the flux being taken 
as in different elements of 
the circuit connected in 
parallel. Let represent 
the useful lines which pass 
through the element a R b, 
and let v <p represent the 
total number of lines passing 
between a and b. The lines lost will therefore amount to 
(1/ - I) 0. 

Let us denote the magnetic resistances of the different 
circuits as Ri, Rj, R^. 

In accordance with what has already been explained, the 
lines of force traversing the armature are determined by 

Cm N,rt « /^ + 7^2 (j' 0)- 
This may also be written 

Cm N,n = /?2 {V <f>) + Ri(p - I) <f>, 

since the leakage field is produced with the same number 
of ampere-turns. 

Equating the above values, we obtain 

i^i (»/ - I) = /? ; 




Fu;. 92. 



whence 



R ^ 

^1 



(81) 



Numbers sufficiently accurate can generally be obtained! 
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2 S 

l)y substituting for R the resistance of the air-gap, — k ; 

to determine Hi we must use the following method suggested 
l)y Prof. Forbes {Journal, Society of Telegraph Engineers, xv., 
551, 1886, and Electrician^ December, 1886). 

Let Li, Lj, L3 represent the values of the reciprocals of 
the resistances of the several leakage 
fields, of which the total resistance = 
i?i. To determine L^, Lg, Lg, etc., one 
-or other of the following methods must 
be employed, according to circum- 
stances : 

(a) Between two opposed parallel 
and nearly equal surfaces (Fig. 93), 
the conductivity in air is equal to 
the mean of the areas of the two ^'*°' 93- 
surfaces divided by the distance 

separating them, the measurements being all given in 

centimetres. 

J 1 A B + C D ^ .0^. 

Li = 7 —'F-p-" ^» (^^^ 

a being the length of the surface in a direction perpendicular 
to the plane of the paper. 

(b) If the two surfaces are situated in the same plane 
(Fig. 94), and if their distance apart is not greater than 
a certain value, we have 

1-2=^ log, ^-^ = 2-3 ^ logio -2 . . . (83) 
TT ^1 TT Vi 

r, = O A, i\ = B. 

(c) In the case where the distance dividing the planes 
exceeds the above-mentioned limit (Fig. 95), we may apply 
.the formula : 

T rti^TrAB + aOA ^.^(i\^^ xAB + aOA ,0, 
Lg = Jog, - — - - = 2-3 — logio -p,— . (84) 

TT 2OA TT 2OA 

The total conductivitv is 

L = Li + L2 + L3 = -i- . . . . (85) 

These three methods above indicated will completely suffice 
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for the solution of any problem occurring in practice. Whew 
the leakage is propagated through the exciting coils of the 

field magnets, it is neces- 



..-1-'^. 



/ / / .'--i-^^^.\\ \ 

, ' ' f ' n I * » » \ « 

I • t ' < MJ I t > t I 1 



sary to remember that 
only one part of the ex- 
citing coil produces the 
leakage flux. In lieu of 
a more complete and com- 
plicated calculation, we 
may take the conductivity 
in this case as equal to 
half that obtained by the 
above methods. 

Example. — We will apply 
the above methods to 
calculate the leakage in a bipolar continuous-current motor 
with vertical horseshoe magnets (superior type), Fig. 96. 






^0 



Fig. 95. 

{a) Leakage between A and B, and between C and D 
(case c above), inside the exciting coil : 



Li == i X 2 X E9 X 2-3 log 10 



X X 85 + 2 X 4*5 _ 



^•3 



2 X 4-5 

(b) Leakage between A and B, and between C and I> 
(case c), above the exciting coil : 

We have approximately 



T 2X7 



(c) Leakage E F (case a) from interior of exciting coil : 



L, = i X 112LJ9 

9 



= I2'7 



DYNAMOS. 



167 



(rf) Leakage G H (case c) : 



L. = 15 X 2-3 log. " " 5 + a X 4.5 ^ 



2 X 45 



= 3-8^ 
= 35*6 



^1 = 



10 



35*6 4 TT 



Taking account of the magnetic resistance of the cast 
i/ui = 100 about), we find 



iron 



Ji - 



10 
4 7r ^14 



NI4 X I 



2 X 15 



2 8*5 X 12 X 100 



)= 



10 

— X o'oog, 

4 TT 



R 



V = 1 + — =1 + o'oog X 35'6 = 
-^1 



i*32. 



This single example will show that the engineer designing a 
dynamo has a certain amount of latitude, and that the final 
result will depend to some extent on his individual ability. 

To avoid unnecessary complications, we only obtain, as 
a general rule, the leakage coefficient for that part of the 

magnetic circuit which 
. /^fi , is covered by the ex- 

citing coils, the rest 
of the leakage being 
neglected. 
A glance at Table X. 
-*— at the end of the book 
will show that the 
leakage coefficient varies 
very much with the 
type of dynamo, and 
that it sometimes at- 
tains a very high value. 
However, it would be unwise to attach too much importance 
to this fact ; indeed, the magnetic resistance of the parts sub- 
mitted to the leakage field was relatively small in comparison 
with the total magnetic resistance, whilst the exciting current 
attained only a small percentage of the total current. 

Leakage, consequently, plays only a secondary part in 
comparison with the other particulars, mechanical and 
electrical, which characterise the different types of dynamos. 




Fig, 96, 
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Examples Coneemingr the Caleulation of the Winding of Field 

Magnets. 

(a) Alterations in an Existing Machine. — ^We have already 
shown in what manner the winding of a dynamo may be 
determined, using the curves obtained for another machine 
in which the bore of the field magnets is similar. In the 
case of smooth armatures this condition cannot always be 
fulfilled. According to the style of winding employed, we 
might find it necessary either to increase the bore, or, on the 
other hand, we may be able to decrease the air-gap, owing to 
the armature windings being executed with finer wire. As in 
these cases we only alter the magnetic resistance of the 
air-gap, the resistance of the rest of the magnetic circuit 
remaining constant, we can easily determine, by known 
methods, the necessary alterations in the excitation. 

Let (Cm Nm) = total number of ampere- turns for the air- 
gap Si; 

(Cm Nm)' = total number of ampere-turns for the air- 
gap ^2 ; 

K and K being the leakage coefficients; 

Bi = J- = the induction in the air-gap. 
We have 

(Cm Nm)' = (Cm Nm) - ^- K k' Bi 2S -^ l^ K k' Bi 2 S^. (86) 

4 T 4 TT 

K and K will vary in value according to the size of S, 
but if ^1 and ^2 do not differ very greatly in magnitude no 
very serious error will be committed in taking the leakage 
coefficients as equal in the two cases. Equation (86) thus 
reduces to 

(Cm Nm)' = (Cm Nm) " S V6 K k' B, {S, - S,). . (87) 

Example i. — In the case of the 3-kw. dynamo which has 
already been considered (p. 140, Fig. 78), & was equal to 
3 mm. Supposing that the new machine of 290 volts has 
an air-gap of 4 mm., it is required to calculate the number 
of ampere-turns that will suffice for the excitation. 
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For 148 volts, we have 

X 60 X 10* 



^ = ^48 



Let 



1,400 X 414 
S/ = 6 X / = 22 



= 1,300,000. 



16 = 352; 



r> 1,500,000 

B/ = i^— ! = 4,250, 



352 

We will now determine k and k.' 

For a = 180°, c = 6 cm., we have, corresponding to <J, 
= 3 mm., the value of /c = 0*964; corresponding to S^^^ 4 mm., 
the value of /c = 0*956. 

The small difference between these values will permit us 
to take K = constant = 0*96. 

Similarly, k = constant = 1*3. 

Hence from equation (87) we have 

(C« N„.)' = 8,360 - 1-6 X 0-96 X 1-3 X 4,250 (0-3 - 0-4) 
= 8,785 ampere-turns. 

It is often advantageous to obtain for the new dynamo with 

its modified air-gap, 

1-6 KK-'hl Ml -^2) 



m /> 



not only isolated rela- 
tions such as those 
determined above, but 
the entire character- 
istic of the machine. 
For this purpose we 
calculate the value of 
tjie factor ic ic' x i"6o B/ 

(^1 - ^2) f'^r ^^y value 
whatever of B/ , pro- 
vided it is sufficiently 
large. We now plot 
this value parallel to 
the axis of abscissa;, 
as shown in Fig. 97, 
and connect the point thus obtained by a straight line with 
the origin. When ^1 > ^2 we reduce the abscissae of Curve I. 
by those of the straight line thus obtained ; when ^i < ^2 we 
add the . abscissae of the straight line and curve, then the 
characteristic of the modified machine is obtained. 




Fk;. 97. 
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Example 2. — The electrical engineer is often called on to 
solve the following problem : A motor is found from experimetrt 
to run at a smaller speed than that for which it has been designed ; 
it is required to increase its speed to that for which the design was 
made. 

When the difference between the speeds is not very greats 
and when the motor in question possesses a shunt windings 
the solution of the problem is given at once: must be 
diminished by duly increasing the air-gap. In case of a 
series-wound motor, one or other of the following methods 
may be used : (i) A part of the field-magnet winding may be 
unwound ; or (2) the air-gap may be increased. Both 
methods are often employed at once. The unwinding of 
the magnet coils presents the disadvantage that it may 
lead to sparking at the commutator; on the other hand, 
when the air-gap is very much increased, the leakage is 
augmented, but the lead of the brushes and the sparking 
become less. The diameter to which the bore of the 
field magnets should be increased is easily calculated 
from the results of the following experiment : The 
motor is run with the prescribed current strength and 
terminal voltage, and the excitation is varied by means of 
an adjustable resistance till the speed acquires its proper 
value ; (in the case of a shunt-wound machine, the resistance 
is inserted in the field-magnet circuit ; in the case of a 
series machine, the adjustable resistance is connected in 
parallel with the field-magnet windings). We thus obtain 
two different excitations — the first without resistance, 
corresponding to a reduced speed ; the second with a 
resistance inserted, corresponding to the required speed. 
The difference between these excitations is now to be 
compensated by means of an increase in the size of the 
air-gap. 

Let Bi be the induction in the air-gap for the normal 
speed, and (C»» Nm)" the difference between the ampere- 
turns of the exciting circuit in the above two experiments. 
The increase in the air-gap is given by 

5' = (C« N J" 15 ^ , 

10 Bi 

or the diameter of the magnet boring must be increased 

by 2 S'. 
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When the exciting circuit and the air-gap are both 
simultaneously modified (in the case of a series motor), 
we denote by (Cm N,»)" in the above formula that part of 
the excitation which is not compensated for by an alteration 
in the winding. 

(6) Calculation for a Dynamo to be Constructed. — We will 
limit ourselves to illustrating, in two examples, how the 
formulae established above may be applied to any particular 
case. We will avoid that side of the question which has 
already been treated of in Chapter II. 

As a matter of fact, the dimensions and winding of the 
armature are determined simultaneously with those of the 
field magnets, and the dimensions of the armature cannot 
be considered as finally settled until appropriate dimensions 
have been determined for the field magnets. Although the 
methods previously described leave the engineer a great deal 
of latitude in the course to be followed, yet it is well to 
recognise from the commencement what path it would be 
most rational to select. 

After having determined the approximate dimensions of 
the armature by the aid of the equations (50) to (53), or, 
better, after these approximate dimensions have been assumed 
from the results of previous experience, we pass on to the 
determination of the number of wires, N, assuming a certain 
number of ampere - turns per centimetre length of the 
periphery of the armature. We have 

IS ^ 

At this point the tables on pp. 78 and 79 can be consulted ; 
k varies according to the size of the machine, between very 
wide limits ; from 60 to 150 and more. 

In place of the above procedure, we might equally well 
make use of the equations (47) and (48) and calculate the 
approximate diameter of the wire, verifying our results by the 
aid of a rough drawing (p. 68) illustrating the method by 
which the wires may be disposed around the armature ; it 
may be assumed that in small dynamos, k will not exceed 80 
or thereabouts, whilst for large machines it will approximate 
to from 120 to 150. 

The winding is then designed, the space reserved for its 
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reception being approximately calculated ; and the air-gap 
being decided upon, the number of ampere-turns necessary to 
produce the required flux is calculated. 

In order that the machine should work with a certain 
stability (p. 81) the ampere-turns for the rest of the magnetic 
circuit should be about equal or slightly superior to those 
necessary for the air-gap. This reasoning permits us to 
adopt appropriate sections for the field magnets. 

This calculation is verified by making a comparison between 
•the ampere-turns of the armature and those of the field 
magnets. The first are calculated for a given magnetic 
•circuit from the formula : 

C N 
Ampere-turns of armature = 

APPi 

The ampere-turns of the field magnets are given by Cm Nm. 

For ordinary borings Cm Nm should be between two and 
four times the number of ampere-turns of the armature. The 
dimensions of the field windings must therefore be chosen 
with due regard both of their relation and of the space at our 
disposal for the reception of the exciting coils. This latter 
point may be verified by the well-known formulae (pp. 87 and 
88). Equation (27) may also be used to check our results. 

When, by means of repeated changes in the dimensions 
and winding, we have obtained results sufficiently consistent, 
and when the losses in the various circuits do not differ 
much from those which were initially prescribed, a final 
calculation of the winding may be made. But the task of 
calculating is not even then finished. The resulting machine 
would indeed fulfil to within a little all the conditions as 
to output and working, but it is not at all certain that 
the sparking would not be excessive. 

But as we are at present occupied with the winding of 
the field magnets, the above points may suffice ; the 
verification of a design, taking account of the sparking, 
will be considered in a special chapter (Chapter VI.) 

Example i. — It is required to construct a bipolar series- 
wound dynamo of 4*5 kw., the speed being 1,200, and the 
general form being given in Figs. 98 and 99. 

Let E = 123 volts. 
C = 36 amperes. 
D = 20 cm. ; / = 18 cm. 
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The armature is to be toothed. 
Number of slots = 60. 

Number of wires per slot = 4, and therefore N = 240. 
Diameter of bare wire = 3'2 mm, ; with insulation = yg mm. 
Section of wire = 8 sq. mm. 
Mean length of an armature turn = L = '53 m. 

It follows that the fall in pressure will be 

o-55x?40^36^^^3,,l,,- 

2 2 50 X 8 

Let us suppose that the drop in pressure due to the 
armature reaction is equal to 10 volts. 



Fiu. 98. 

In order to proceed with security, and preserve a sufRcient 
margin for regulation, we will take 15 volts as the total fall in 
pressure. Then 

. (125 * 15) " 60 -LM' . 2,goo,ooo. 

240 X 1,200 
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Calculation of the Field Magnets. — It follows from Table X. 
that 1/ = i'i8 for the core of the field magnets. The leakage 
is naturally modified by the length of the rectangular yoke 
(external magnetic circuit). We will take account of this by 
augmenting the section of the circuit outside the exciting coils, 
and taking throughout v = t. 




Fig. 99, 



To determine the poles we may refer to Table IX. 



consequently 



a = i8o, c = 4*5 cm. ; 

K = 0*98, 



:' = l'3 (P- 158). 



In this, as in all similar calculations, we should adopt 
a definite method of tabulating our results ; this will be 
found valuable in connection with our final summary (see 
'Chapter X.). 
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Detail. 



Cast steel., {^.^^j^^^ 

Air-gap 

Armature 

Notches 



Section 




in 


Sq 


• Cm. 


s 


= 225 


S'ln 


= 184 


Si 


= 415 


Sa 


= 185 


S'« 


= 185 





w^ h. 




**- ^ 




a> 




c.S 1 




o. 






Leakage 


owe 


rm. 


t^ 


Coefficient. 


umb 

i n e 

i\. Ci 


S.sg 




15-^ 




^JU 


r = r28 


16,500 


6s 


20 -8 


»=i 


I J. 800 


48 


77 


icic'=o*98x 1*3 


8.900 


— 


0-5 


— 


15700 
15.700 


)« 


x8*8 






i»35o 
3i7"o 
4,450 

66<) 
In, 160 



10 



Ampere-tums per field magnet = — 10,160 = 8,160. 

4 *■ 

Mean length of a field- magnet tarn = 077 m. 

Section of wire for field-magnet winding = — ^ '-A 

50 X 125 

= I square millimetre. 
Diameter of bare wire = 1*2 mm. 
Diameter of insulated wire = 17 mm. 
Number of turns per coil = 43 layers of 53 turns = 2,228. 

Exciting current = * ^ : 2,228 = .i'83 amperes. 

2 

Verificatiofi. — In order that the poles should not be reversed 

by the armature field, it is necessary that 

U? . ^ — . — - < B (see equations 26 and 27) ; 

10 2/>iD'7r 2 5 ^ ^^ 

whence N < 10 ^1 ; 

C b 

. • , N < ^Q ^ ^ ^ 20 X 0-25 X 8,900 ^ 

36 X 23 

_ 540 _ 
240 

Ampere-turns of the armature (from equation 87) = ^^^ ^ ^ _ 

4x1x1 

= 2,160. 

Ampere-turns of field magnets _ 8,140 _ ^^ 
Ampere-turns of armature 2,160 

Calculation of the Losses. — (i) Loss in the Iron. — As the 
teeth are as strongly saturated as the core, we will include 
both these losses in one calculation. 

Total volume of iron = 4,060 cubic centimetres. 

Induction = 15,700. 



We therefore have a coefficient of safety = ^i-^— = 2*1. 
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If ly = 0*003, then 

fj B^'^ = 15,510 (determined from Table VI. by interpolation). 

Number of alternations <a = -^ = 20. 

60 

Consequently, the loss in the iron is 

4,060 X 15,510 X 20 X 10 " = 126 watts. 
In a calculation such as this we obtain too great a result, 
since the armature reaction reduces the number of lines. We 
therefore have in the armature a number of lines corresponding 
to the terminal voltage of the machine, plus the ohmic loss, 

(2) Loss by Foucault Currents. — Thickness of iron discs 
= 0*05 cm. ^ 

According to equation (36) the loss in watts is for the iron 

16 (a w B )- V ^ 16 (0-5 X 20 X 15,700)'- X 4,060 ^ j5^atts. 
10*- 10^- 

The loss due to eddy currents in the copper and the solid 
iron may be taken as 48 watts. 

(3) Ohmic loss in the wire of the armature = 3 x 36 = 

108 watts. 

(4) Loss in the exciting circuit = 1*83 x 125 = 230. * 

(5) Loss due to friction (coefficient of friction, o'o6). 

Taking account of the traction exercised by the driving" 
belt, the pressure may be considered to be distributed betweeni 
the two bearings in somewhat the following manner :' 

Z d Dissipation of Energy. 

Large bearing 132 kgrm. 45 mm. 22*4 kgrm. meters 
Small „ 46 „ 35 „ 6-1 



>> >> 



28*5 kgrm. meters = 280 watts. 
Recapitulation. 

Watts. 

(i) Loss in the iron due to hysteresis 126 

(2) „ „ ,, eddy currents ... 16 
„ ,, copper „ „ „ ... 48 

(3) ,, due to resistance of armature circuit 108 

(4) « M „ „ exciting „ 230 

(5) „ ,, mechanical friction 280 



Total loss 808 

Energy utilised 4,500 



Total energy 5>30^ 



DYNAMOS. 177 

Efficiency = l^S?? = g^. ^ p^^ cent. 

5>3o8 

By the use of ball bearings the frictional loss might be 

reduced to about a fifth of the above value, ue,, to = 

5 
56 watts (about). Consequently in that case the total loss 

would be = 584 watts, corresponding to an efficiency of 



4>5oo 



- 88' 5 per cent. 



4,500 + 584 

Heating — Field-Magnet Circuit. — Exposed surface of aa 

exciting coil = (34-5 x x 9) (34-5^- 17^^ x 2 = 2,375 sq. cm. 

4 

Loss in watts per bobbin = A, = 115, 

2 

Heating, according to equation (45) == 335 x ^ = 17** C. 

2,375 
(about). 

Armature. — For a correct determination of the heating of 
the armature we should calculate separately the heating of 
the conductors in the iron carcase, and that of the external 
connections. 

The length of a turn is equal to 0*55 m., of which o*i8 m. 
lies within the iron of the armature. The corresponding 
loss is 

^- X 108 = 35 watts. 
0-55 

The other losses = 190 

Total loss = 225 

Surface = 20 x x 18 = 1,130 square centimetres. We have 
neglected the faces at front and back of the armature, which 
lose little heat by radiation. 

Heating, according to equation (44) = 225 — 5_ = 45*c. 

Example 2. — The following calculation presents all the 
more interest as it refers to a dynamo constructed at the 
Ocrlikon Works, which obtained a first prize at the Exposition 
Universelle at Paris, 1889 (Figs. 100 to 102).* 

* In the Figs. 100 and loi all the dimensions are expressed in millimetres with 
the exception of those referring to the length of the magnetic circuit. 

12 



99 



99 
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The following data refer to this machine : 

Terminal pressure = 600 volts. 

Current strength = 330 amperes. 

Speed = 500. 

D = 96 cm. ; / = 50 cm. 

N = 400 ; the winding is made with a cable of 19 wireSi 
the diameter of each being i'3 mm.; sectional area of 
cable = 25 square millimetres. 

Four brushes. 



Mean length of an armature turn = 1*58 m. 
„ ,, a field-magnet turn = 2*24 m. 

Fall in pressure in armature 

VoUs. 

332 X 129 X -ilS?- - 10-4 

4 4 50 X 25 

Fall of pressure due to armature reaction (calculated) = i6'6 
,, ,, in field-magnet circuit ( „ ) = is'o 

Total = 40 



/ 
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Fig. ioi. 




Fig. 102, 



12 



i8o 
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(600 + 40) 60 X 10^ 1 

d> = ^ ^lJ. = 19,200,000 per pole. 

400 X 500 

Calculation of the Field Magnets. 



Detail. 



V^„ I External mag- 
iron I .. .7^* 

\ netic circuit ... 

Air-gap 

Armature 



Sectional 
Area in 
Sq. Cm. 



S'm= 2,200 



Leakage 
Coefficients. 



(assumed) 
S"iw=2.3ooK=i 
Si =2,300 ic=so*9 
Sa s 1,300 



o a 
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7, goo — 
14,000 24 



10,000 
8350 



/(B) 



o.S 


< 




t— 1 


.c^ 


X 


MIS 


m 


C C C 

^36 




V 


1 76 


12,500 


i 163 


14,500 


32 


24,000 


52 


1,250 




52,25a 



Ampere-turns per field magnet = ~-2- , 52,259 = 41,800. 

4 r 

The four field-magnet coils are connected in parallel. 

Current strength per field -magnet coil = — = 82'5. 

4 
amperes. 

Number of turns per magnet coil = ^ ' ^^ . --— = 254^ 
Sectional area of wire for a loss of 13 volts : 

s = ^M-^ — ^ ^ ^ ^ ^"^ = 72*2 square millimetres. 
50 X 13 

Diameter of bare wire = 9*6 mm. 
Diameter of insulated wire = io*6 mm. 

Verification. — For j9 = o*6, we should have, by equation (27) ,. 

N < 6: 37 X 7>5oo X r6 X 2 X 2 ^ ^ 

830 X 0*6 

The existing value of N = 400. 

Ampere-turns of armature = ^ _^_t_ = 8,250. 

4x2x2 

Ampere-turns of field magnets = 41,800. 

Ampere-turns of field magnets ^ 41,800 ^ (about) 
Ampere-turns of armature 8,250 
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Xosses. — (i) Loss in the iron, due to hysteresis : 
Volume of iron = 166,000 cubic centimetres. 
Induction B = 14,800. 

jj B*** = 14,100, if 17 = 0*003. 

Number of alternations w = — = 16*7. 

60 

Loss: 14,100 X 167 X 166,000 X 10"^ = 3,920 watts. 

(2) Loss due to eddy currents (thickness of iron discs 

= o'o6 cm.) : 
Loss in armature core 

= ^6 (o'o6 X 167 X 14,800)' 166,000 ^ g ^^^g. 

Loss in the copper (estimated) = 1,170 watts. 

(3) Loss due to resistance of the armature circuit 

= 104 X 330 = 3,440 watts. 

(4) Loss due to resistance of the field-magnet circuit 

= 13 ^ 330 = 4*290 watts. 

(5) Loss due to friction : 

Z d Loss. 

'Large bearing 2,560 kgrm. no mm. 4,330 watts 

Small „ Ij530 kgrm. 100 mm. 2,360 



V 

Total 6,690 

Recapitulation. 

Watts. 

(i) Hysteresis loss 3,920 

(2) Loss in iron, due to Foucault currents 585 

„ copper „ „ „ 1,170 

(3) Loss due to resistance of armature ... 3,440 
^4) „ „ „ exciting circuit 4,290 
^5) Frictional losses ... 6,690 



>, 



,, 



Total loss 20,095 

Energy utilised = 330 x 600 = 198,000 

Total energy 218,095 

Efficiency = ^ = 91 per cent. 

218,095 
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CHAPTER IV. 

Experimental Determination of the Permeability 

OF Iron. 

Hopkinson's original apparatus for determining the perme- 
ability of samples of iron is described in all text-books of 
electricity. As, however, it is not well adapted to our 
practical needs, a modification will here be described. 

The sample of iron to be examined (which may be cast 
or wrought) has the form indicated in Fig. 103. To ensure 
exact measurements, the sections of the two magnetic circuits 
should be equal ; moreover, the distance between the two 
branches should not be too small, on account of the magnetic 
leakage. On the middle branch are placed two bobbins — a 
large one, I., comprising as many turns as possible, and a 
small one, II., comprising two or three turns. The number 
of turns on the bobbin I. depends on the mean length, L, of 
the magnetic circuit and the strength of current employed. 

Suppose, for instance, that L = 50 cm., and that it is- 
required to magnetise up to 19,000 C.G.S. lines per square 
centimetre, the test piece being composed of cast steel ; we 
shall require about 240 ampere-turns per centimetre length 
of the circuit, or altogether 

240 X 50 = 12,000 ampere-turns. 

If, therefore, the current strength is about 80 amperes, the 

bobbin I. should comprise — ^ — . 150 turns. 

The resistance R is designed to vary the strength of the 
exciting current, the latter being read off from the ammeter, A. 
G is a ballistic galvanometer, calibrated by means of a con- 
denser, so that the quantity of electricity discharged through 
it can be directly determined from the throw of the needle. 

The number of magnetic lines of force per square centimetre 
is determined by rapidly reversing the exciting current by 
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means of a rocking commutator ; the resistance Ri is 
employed to regulate the resulting throw of the galvanometer. 

Let if> be the total number of lines of force traversing the 
section a ; the alteration of this number due to the reversal 
of the exciting current is = + ^ - ( - ^) = 2 <f>. 

The corresponding quantity of electricity discharged through 
the galvanometer is therefore 

Q = '-It 

where N denotes the number of turns in the bobbin II. and 
Ri the total resistance of the galvanometer circuit — i.e., the 
supplementary resistance + the resistance of the bobbin II. 
+ the resistance of the galvanometer, all measured in 




llfllll- 




Fig. 103. 



Fig. 104. 



C.G.S. units. As the throws of the needle are proportional 
to the quantities of electricity sent through the galvanometer, 
we shall have, corresponding to a throw of the needle rf, a 
quantity of electricity, Q, given by 



Q = Q 



'V 



where d^ denotes the throw corresponding to the discharge 
of a quantity of electricity Qi from the condenser. Hence 

Rj d 



^ = Q 



1 "~TJ"T 



2N<i, 



(88) 



Calibration of the Galvanometer (Fig. 104). — By the aid of 
the Sabine's key, U, the condenser, C, is first charged 
from the battery, A, and subsequently discharged through 
the galvanometer, G. 
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Let E be the E.M.F. of the battery, in voks (in practice 
a single cell, of which the E.M.F. is accurately known, is 
alone required) ; K, the capacity of the condenser in micro- 
farads. Then 

Qi = E K io~^ in C.G.S. units . • • (89) 

It should be noted that, for purposes of exact measurement, 
an observation of the first throw of the galvanometer needle 
is alone insufficient to determine di. The first and second 
oscillations, di and i^", should be observed, when 

di = 1*25 di - 0*25 di" .... (90) 

The Author's Apparatus for Determining the Permeability 
of a Sample of Iron. — Methods similar to the above labour 
under the disadvantage that serious errors may be caused 
by variation of the external magnetic field ; for this reason 
they are unsuitable for use in the workshop. Moreover, 
another inconvenience is introduced by the fact that samples 
to be examined must possess a considerable length. In order 
to obtain exact data, it is necessary to cut the sample to be 
examined from the actual piece of iron whose properties are 
required. It is only under these conditions that we may 
feel assured that the properties of the two pieces of iron 
are identical. Thus, small bars, cast by themselves, possess 
a structure entirely different from that of massive castings, 
and are harder owing to the more rapid cooling they have 
been subjected to. The magnetic permeability also varies 
in a like manner. 

To evade this difficulty, the author has constructed an 
apparatus in which only small bars, 80 mm. in length, and 
with a sectional area of 500 square millimetres are required. 
Whilst affording sufficient accuracy for practical purposes, this 
apparatus may be simply and rapidly used. (Similar apparatus 
is used in the workshops at Oerlikon, in those of M. J. Farcot 
at Saint-Ouen, at the arsenal of the Austrian Lloyd's at 
Trieste, and by the firm of Easton, Anderson, and Co., at 
Erith, etc.) 

The complete measurements necessary for drawing a curve 
up to the saturation point require only five minutes. 

The construction of this apparatus depends on the principle 
of the magnetic balance. 



DYNAMOS. 



185 



According to Maxwell, the tractional force which a magnet 
of section S and a density of lines of force equal to B could 
develop is 

kilogrammes 



Z = 



981 X Sir X 1,000 



B^S 



in round numbers. . (91) 



25,000,000 
Hence B = ^ ^ x 8 V^ 981,000 ^ ^^^^ Jz^ , ^ (^2) 

Consequently, when Z is known, B can be calculated by 
means of equation (92). 

Table for Determining B from Z, using a Bar 25*3 mm. in Diameter. 





Z. 




Z. 




Z. 




Z. 


B. 


Kilo- 


B. 


Kilo- 


B. 


Kilo- 


B. 


Kilo- 


• 


grammes. 




grammes. 




grammes. 




grammes. 


500 


0*05 


5.500 


6*05 


10,500 


22 


15,500 


48-0 


1,000 


o'2o 


6,000 


7 '20 


11,000 


24-2 


16,000 


51-2 


1,500 


045 


6,500 


8-45 


11,500 


26*4 


16,500 


54'5 


2,000 


o-8o 


7,000 


9-80 


12,000 


28-8 


17,000 


57-8 


2,500 


1-25 


7,500 


II '22 


12,500 


31-3 


17,500 


61 '3 


3»ooo 


I 80 


8,000 


i2*8o 


13,000 


33'B 


18,000 


649 


3»5oo 


2-45 


8,500 


14-50 


13.500 


36-4 


18,500 


68-5 


4,000 


3-20 


9,000 


i6'2o 


14,000 


39'2 


19,000 


723 


4*500 


4-05 


9,500 


i8*oo 


14.500 


42*0 


19.500 


760 


5,000 


5'oo 


10,000 


20 '00 


15,000 


45 'o 


20,000 


8o-o 



Fig. 105 shows the elevation of this apparatus, and Fig. 106 
gives a general view of it when set up ready for use. 

Around the sample bar, a, is placed a bobbin, the arched 
pieces, h and c, which possess a sectional area much greater 
than a, forming with a a complete magnetic circuit. The 
arched piece h rests on two knife-edges, i, so that the surfaces 
e e remain always at the same distance apart, whatever may 
be the position of the apparatus. The surface, /, as well as 
the ends of the sample bar, must be made exactly plane. 
In order to facilitate working, the bobbin is supported 
on a carriage, so as to permit of its quick displacement 
toward one side. The arched piece g serves to maintain 
equilibrium whilst the lever, ^, is adjusted. 

Calibration of the Apparatus. — The weight, i, is first adjusted 
so as to obtain equilibrium, its position being- marked on the 
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lever, k, with a vertical scratch. Suspending successively the 
weights Z (given tn the preceding table) from the arched 




piece g, and moving the weight, i, till equilibrium is in eacb 
case re-obtained, the lever, k, can be calibrated so as to give 
direct readings for Z. 



The last mark indicates the values of B when the arched 
piece g is raised. In this latter case, the weight of g and h 
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must be addled to Z. By this means we avoid overweighting^ 
the knife-edges, as well as the necessity of having a very 
long lever. 

It follows that during the time that a measurement is> 
being made, the apparatus should .be placed with the lever 
horizontal ; accurate results can be obtained only when this 
precaution is taken. 

When a long series of measurements are to be made it is- 
well to graduate the ammeter in terms of the number of 
ampere-turns per unit length of the test piece (= one-eighth 
of the total ampere-turns). 

Let us suppose that it is necessary to examine a given 
test piece ; the weight, i, is placed at a point corresponding 
to a given density of lines of force, the arched piece g and h 
being suspended, and the exciting current is reduced, by the 
aid of a rheostat, until the armature of the electromagnet is 
just detached. One could equally well maintain the exciting 
current constant, and alter the position of the weight, i, till 
the armature is detached. 

Correction of the Results of Tests. — When it is required to- 
examine samples for saturation values of B, the magnetic 
resistances of the yoke and the air-gap, e e, may be neglected. 
On the other hand, for smaller values of B, a small correction 
must be applied. As a matter of fact, with the dimensions 
given in the diagram, in order to overcome the magnetic 
resistance of the yoke and the air-gap, e e, together with the 
air-gaps at the ends of the sample bar, an extra number of 
ampere-turns equal to 

1-8 T. ^ 0-9 



B + ^^L^ B 



1,000 1,000 

must be added. With a sample bar i cm. in length, this 
will become 

o'22 B o'ii6 B 

-h . 

1,000 1,000 

In the first term account is taken of the magnetic resistance 
of the iron ; in the second, that of the air-gaps. 

As already stated, the measurements thus obtained are 
sufficiently accurate for all practical purposes. Thus, even if 
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the correction factor is taken twiu too small or too greats the 
maximum error possibly introduced with a wrought-iron test 
piece magnetised to 10,000 lines of force will be at most 
20 per cent. ; in cases where the test piece is saturated, this 
^rror completely disappears. 
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CHAPTER V. 

Solution of Some Practical Problems by Graphic 

Methods. 

Graphic methods have seldom been employed for the 
purpose of effecting systematic calculations in connection 
with continuous-current dynamos, a fact which is the less 
comprehensible when it is remembered that no known 
method can entirely dispense with the use of similar 
principles. 

The reason of this restricted employment of graphic 
methods must doubtless be sought in the prevailing ignor- 
ance of the benefits which would spring from their use. 
To our knowledge, M. Picou, in his work on " Dynamo- 
Electric Machines," was the first to present such methods 
in a form capable of being practically used. 

For this reason we will, in the following pages, pass in 
review some of the most important problems in connection 
with continuous-current dynamos, so as to point out the 
simplicity of their solutions by graphic methods. 

A. Tracing the CharaeterisUe Curve. 

To solve the problems which ordinarily arise in practice 
it is generally sufficient to know two or three points on the 
characteristic curve, which may then be traced in the usual 
manner, availing ourselves of Hopkinson's curves. But it 
happens sometimes that a greater number of points are 
required, when the method becomes much more laborious. 
When it is not necessary to proceed with great accuracy, 
we may employ the following method, which leads rapidly 
to the desired end. 

In the most simple form, the formula of Hopkinson may 
be written : 

C«N« - L«/(B«) + U/(B,) + L,/(B,). 
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In this formula, B^, Ba. and B/ denote the density of the 
lines of force in the field magnets, the armature and the 
air-gap respectively ; L«, L^, L/ denote the mean length of 
path of these lines ; and C« N^ the total number of ampere- 
turns of the magnetic circuit. The values of / (B^) and 
/ (Ba) may be taken from the well-known magnetisation 
curves ; to obtain / ( B/ ) we may use the formula 

/ ( B/ ) = 0-8 K K L, B/. 

which represents the equation of a straight line. The total 
■number of ampere-turns is therefore given by the sum of 
the abscissae of two curves and a straight line. The com- 
plication thus introduced is more apparent than real; we 
may as a general rule neglect the values of the curve/ (B^) 
in comparison with the greater values of the other two 
terms ; or better, we may assume that / ( B,, ) is for values 
•occurring practically proportional to B^ The graphical 
method to be employed is then as follows : 

In the case of a dynamo possessing field magnets with 
wrought or cast iron cores, use may be made of Hopkinson's 
curves ; a great number of different curves may be obtained, 
as the magnetic behaviour of different specimens of iron 
vary very greatly. Suppose that the ordinates of such a 
curve denote the number of lines of force per square centi- 
metre, and that the abscissae denote the corresponding 
number of ampere-turns per unit length of the lines of 
force. By multiplying the abscissae by L^ we obtain the 
number of ampere-turns necessary to overcome the magnetic 
resistance of the field magnets. This may be done most 
simply by dividing anew the axis of abscissae in such a 
manner that the new divisions are each L,^ times as great 
as the original ones. 

The ampere-turns necessary to overcome the magnetic 
resistance of the air-gaps and the armature can, as previously 
stated, be considered as approximately proportional to the 
induction. 

As the density of the lines of force in the cores of the field 
magnets serves as the basis for the saturation curves, we may 
•calculate once for all the values of B^ and B/ corresponding to 
any sufficiently high value of B^, Thus 
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B, = B 



^m 



m 



B/ = B^ 



'»r 



S/ 



In these formulae we denote by. S», the sectional area of the 
field-magnet core, measured in square centimetres ; Sa, the 
sectional area of the armature; S/, the sectional area of the 
air-gap. 

The necessary ampere-turns are given by 



C^ N«, = U 0-0005 



Dam WMK T _-0 ^fK *^fH 



'm *^m 



+ L/ 0-8 



S; 



#r K 



or, 



C^ N« = B«.S^ (0-0005^ = 0-8 ^ kk'). 

\ ba b/ / 



c^>y. 



n'^jn 



The number thus obtained is the abscissa of a point, A, 
whose ordinate is B« (Fig. 107). This point may be joined 
by a straight line to the origin of co-ordinates, O. Adding 
successively, by means of a pair of dividers, the abscissae of 
the straight line, O A, to the corresponding abscissae of the 
saturation curve, O B, the new curve, O C, is obtained. This 

will be the characteristic curve 
required. It must be noticed 
^ that up to the present no ac- 
count has been taken of the 
leakage of the lines of force 
from the field magnets. To 
make allowance for this we adopt 
a new unit for the ordinates of 
the saturation curve, which 
must be v times as great as the 
first unit (1/ being the coefficient 
of leakage). The degree of 
saturation which we can ob- 
tain from a given number of 
ampere-turns is thus slightly smaller than the value originally 
obtained.' The ampere-turns determined for the air-gap and 
the armature must naturally be taken proportional to these 
new ordinates. 

When it is required to draw a characteristic curve expressing 
the relation between the ampere-turns and the E.M.F., another 




Amperc Turns 

Fig. 107. 
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transformation of- the ordinates must be effected. We may 
spare ourselves the double trouble by multiplying the number 
obtained in the last operation by v, and then taking the unit 
for the ordinates of the curve v times greater, i.e., by dividing^ 
all the ordinates by v. 

Example. — It is required to trace the characteristic curve 
of a bipolar dynamo generating 120 amperes at a pressure 
of 120 volts, revolving at the rate of 1,470 revolutions per 
minute. The cores of the field magnets are of cast iron^ 
and theic sections are uniform. 




b 6 o 

s $ I 



Total Ampere 
Fig. 108. 



The dimensions of the dynamo are as follows : 
Lm = 100 ; Sm = 390 ; 

La = 37 ; S« = 220 ; 

L/ = 0*6; S/ = 631. 

Number of conductors on armature = 180. 

Coefficient of leakage 1/ = 1*2 ; k k = 0*9. 

For the purpose of this calculation we will employ the 
magnetisation curve for cast iron, given in Fig. 108, after 
having multiplied all the abscissae by Lm = 100. 

We arrive in this manner at the scale marked 6, in which 
the abscissae refMresent the total ampere-turns necessary ta 
overcome the magnetic resistance of the field magnets^ the 
magnetic leakage being neglected. To take account of the 
leakage, all the ordinates must be subsequently divided by y^ 
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To determine the ampere-turns necessary to overcome 
the magnetic resistance to the passage of lines of force 
between the pole-pieces and the armature, and in the iron 
of the armature itself, we must make use of the equation 
previously given, substituting for B^ a number as great as 
possible — ^for example, 11,000. 

C^ N^ = 11,000 X 390 ^0-0005 j57^ + 0-8 ^ 0-9 j 

= 3,290 (approximately). 
This number must now be multiplied by j/ = i'2, 

1-2 X 3,290 = 3,950. 

We now obtain the point e, of which the co-ordinates are 
3,950 and 11,000; this point is joined to the origin, O, by a 
straight line, O e. The abscissae of the various points on the 
straight line, O e, are now added, by means of a pair of 
dividers, on to the corresponding abscissae of the Curve I. 
We thus obtain the Curve III., which may be taken as the 
required characteristic curve when the scale of ordinates 
has been divided anew so as to read directly in volts. 

To obtain the voltage corresponding to any given ordinate 
of the original scale, it is only necessary to multiply the 
number in question by 

I 1,470 X 180 X 390 ^.^^,^ 

- ^ a = o 0143- 

V 60 X 10^ 

This multiplication gives rise to the scale rf, the magnetic 
leakage being allowed for. 

The graphic method which has been explained is only 
applicable to the determination of the characteristic curve of 
a dynamo when the armature consists entirely of cast or 
wrought iron, and when its section is uniform for the whole 
of the paths of the lines of force. 

B. Determination of the Drop in Voltasre of a Shunt-Wound 

Dynamo. 

M. Picou has given a very elegant method for the 
determination of the fall of pressure in a shunt- wound 
dynamo. Fig. 109 represents the characteristic curve of a 
dynamo of this class, expressed in terms of current strength 

13 
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and E.M.F. Let E be the voltage at which the machine 
works when self-excited on open circuit. Then ' 

E 



= tan a = r. 



'm 



(r being the resistance of the field-magnet circuit). 



Hence 



r 



'm 



Connecting E with O, the current strength, for any voltage- 
whatever at the brushes, can be immediately found by deter- 
mining the abscissa of the point on the straight line, O E, 
which corresponds to the particular voltage. It is now 
necessary to determine by how much E is lowered when a 
current, C, is flowing through the armature, the resistance of 
the latter being R. In that case (Fig. 109) d = C (R + Rj). 




Fig. 109. 




Fig. 110. 



In this equation C Ri denotes the probable fall of potential 
produced by the reaction of the armature taken approximately ; 
a small error in this quantity will not influence the flnal result. 
When no information as to the value of this quantity is 
possessed, we may take it equal to C R or to 2 C R. 

The point A being connected by a straight line to the origin, 
O, a straight line, E Ei, is drawn from E parallel to O A. 

El corresponds to the point to which the impressed E.M.F., 
E, is reduced owing solely to the resistance of the armature. 
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A secondary effect is, however, produced. The strength of the 
exciting current is, in fact, modified at the same time. Instead 

of the value C« , we have only (C« )i = — ^, This can be 

obtained by drawing a horizontal line from Ej, and from its 
intersection with the line O E dropping a vertical line. 

But the new current strength, (Cm)i, produces a voltage E'; 
treating this new value in a manner similar to that previously 
described, we arrive at Eg, as a second approximation to 
voltage. 

Proceeding in this manner, we finally obtain the closed 
figure 

E„ D F C, 

and it is easy to see that 

F C = D G = <. 

This leads to a much more simple solution of the problem. 
In fact, if a straight line, F H, is drawn parallel to O E, then 
it is easy to see that H O = ^. 

One can, therefore, proceed as indicated in Fig. no. 
O H is made equal to e, and firom H is drawn a straight 
line, H F, parallel to O E. From F, the intersection of this 
line with the curve O E, a vertical line is drawn ; the point 
C, where this line intersects O E, will give the required 
terminal pressure of the dynamo. 

The curve shows equally well that the drop in voltage is the 
more considerable as the degree of saturation is diminished. 

The above method possesses more importance from a 
theoretical than from a practical point of view, since it is 
impossible to predetermine, with even approximate accuracy^ 
the value of C Ri. But it, nevertheless, leads to some 
important conclusions respecting the working of shunt- 
wound dynamos. Indeed, Fig. no shows that the straight 
line, H F, cuts the characteristic curve in two points, 
G and F, corresponding to the terminal pressures, E^ and E^ 
respectively. 

As a consequence, shunt-wound dynamos exhibit the 
peculiarity that, with a given strength of current, they can 
vfork with two different terminal pressures. The maximum 
current corresponds to the point of intersection, K, of. the 

13* 
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tangent L K, to the characteristic curve. The manner in 
which the current and the voltage influence each other is 
shown in Fig. in, which can be obtained without difficulty 
from Fig. no. Theoretically, the curve should return to 
the origin of co-ordinates, but, owing to permanent magnetisa- 
tion, the curve actually obtained follows the path indicated 
by the continuous curve. 

From that which has already been proved, we may draw 
the following conclusion : As the external resistance of a 
shunt-wound machine is diminished, the armature current 
increases till a maximum value is reached, after which it 
decreases. With a well-designed dynamo it will probably be 
found impossible to obtain the complete form of the above 




Main Current. 

Fig. Ill, 




Fig. 112. 



curve, owing to the risk of burning up the machine. On 
the other hand, by diminishing the resistance it is possible 
to determine a certain number of points on the straight 
part of the curve. The conditions might even be produced 
accidentally if during the test of an over-loaded machine a 
large resistance were suddenly removed from the external 
circuit. 

It is, indeed, by reason of this property that shunt-wound 
dynamos possess the advantage over other forms of machines 
that, even when suddenly short-circuited, the current produced 
cannot attain to a dangerous magnitude. 

C. Determinations with Compound- Wound Machines. 

The solution of this problem is extremely simple. Let 
Fig. 112 represent the characteristic curve of the dynamo 
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of which it is required to determine the nature of the winding. 
The co-ordinates represent the ampere-turns of the exciting 
current and the E.M.F. produced. Moreover, let E represent 
the terminal voltage which it is required to maintain constant. 

From the point E on the characteristic curve drop a 
perpendicular on the axis of abscissae ; the abscissa (C,„ N^^) of 
this point gives the number of ampere-turns necessary when 
the machine is working on open circuit ; or, in other terms, 
the ampere-turns in the shunt winding. In that case, E is 
not only the terminal voltage but also the induced E.M.F. 

We shall consider first a compound dynamo connected as 
shown in Fig. 57. 

Let, then, e be the fall of potential in the armature and series 
winding added to the probable fall in voltage due to armature 
reaction ; we must produce in the dynamo, in order that E 
may be constant, an E.M.F., or an internal voltage equal to 
El, which is equal to E + <?. But the ampere-turns necessary 
to produce this effect are, after Fig. 100, given by (C,« N,«)i; 
the ampere-turns of the compound winding are therefore equal 
to (C^ N« )i - (C« N^). 

If the shunt is connected across the armature, as shown in 
Fig' 58, and Eg be the pressure at terminals of the shunt at 
full load, then the ampere-turns of series winding will be 



\\'m -NjH /I -7^ ^m -N 



m. • 



D. Determination of the Begulatinsr Resistanee for a Shunt- Wound 

Dynamo. 

Such a regulating apparatus may be employed for several 
different purposes : 

(a) To realise a constant terminal voltage when the load 
varies,, the rate of revolution remaining constant. 

(6) To maintain the voltage at the brushes constant when 
the speed varies. 

(c) To compensate simultaneously for variations of load 
and speed. 

(d) To obtain any required variation in the voltage. 

Problem a. — Regulation of a Shunt-Wound Dynamo when the 

Load varies. 
In Fig. 113 let 
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£ =■ the voltage at the brushes ; 

Tn = the resistance of the field-magnet circuit ; 

r„ = the resistance of the regulating rheostat ; 

N„= the number of turns of wire for the magnetic circuit. 

We will suppose that the dynamo is driven at a constant 
speed, and that on full load the whole of the adjustable 
resistance is removed from the circuit. 

It remains, then, to determine what must be the value of 
the resistance which must be added to the field ■ magnet 
circuit in order that the voltages on open circuit and full 
load may be equal. We must first determine the strength 
of the exciting current when the machine is on open circuit 
(C«)i, and for full load (C„)a, using the method which we 




AMFcne Tuwta fvm Bou, 



have already explained (p. 196) in determining the ampere- 
turns for E and E + «. We then have 



(CJ, 


N. ' 


(C.), 


. (C„ N.l, 
N.. ■ 


E 
(C.), 


N.E 
(C, N„), 


E 


N.E 



(CJj (C„ N J, 



■■ tan a, ; 
■■ tan 'If 



DYNAMOS. igg 

But the values of r^ and r^ + r^ may be obtained directly. 
It is only necessary to draw, at a distance, Nm, from the axis 
•of ordinates, a line a b parallel to that axis. This line will 
cut O E and K O in points Ej and Ej, and we shall have 
the following relations : 

tan«i =%^^ = El = r,, + r^; 

tan a, = ^ ^ = E, = r^. 

The lengths of Ei and E2 give, therefore, direct values for 
the magnitudes of the required resistances. Moreover, 

i.e.y the difference of the pressures gives a measure of the 
resistance to be added. 

Example, — It is required to provide a shunt-wound dynamo 
of 100 volts and 50 amperes, possessing the magnetic pro- 
perties given in Fig. 114, with an adjustable resistance, to 
be used to maintain the voltage constant from open circuit 
.to full load. 

The drop in voltage for 50 amperes = 7 volts. 

The characteristic shows that, on open circuit, a number 
•of ampere-turns, (C,„ N»,)i, are necessary where 

(C« NJi = 8,100; 
^nd on full load 

(C« N J2 = 10,500. 

Assuming a waste of 5 per cent, of the total current in 
ihe windings, the field magnets must then be furnished with 

— ^^^^^^ = 4,200 turns. 
0-05 X 50 



The calculation now gives 



+ ^, = N».E = 4.ioo xioo _ g 
(C«NJ, 8,100 

„ _N«E_ ^ 4.200- X 100 ^ 
(C„NJ, 10,500 



r„ = 51-8 - 40-0 = if8 



ic. 
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We could have determined these numbers with a sufficient 
degree of accuracy by drawing a line, a b, parallel to the- 
axis of ordinates, and at distance from it equal to 

N« = 4,200 

and obtaining the points E^ and E2. 

When the dynamo possesses two field-magnet bobbins of 
which the turns are 0*52 m. in length, the wire of the field 
magnets should have a section of 



N« L 2 



^ 4>2QQ ^ o 52 ^ ^.^g gqyg^j.^ millimetres. 



50 r^ 50 X 40 

Problem b, — To Regulate a ShunUWound Dynamo for a Constant 

Voltage, the Speed being variable. 

For simplicity, we will suppose, to start- with, that the 
dynamo is run on open circuit, or, what is the same thing,, 
that the current is so small that the fall in pressure may be 
neglected. 

Let, then, n represent the normal number of revolutions ; 

«i the abnormal number of revolutions, maximum: 
or minimum ; 

Let -' = y. 

n 

According as the speed of rotation increases or diminishes, y 
will be > or < i. 

The problem may be solved in a general manner including 
both cases. 

To obtain the characteristic of the dynamo corresponding 
to any abnormal number of revolutions, it is only necessary to- 
multiply the ordinates of the primitive characteristic Curve L 
by y (Figs. 115 and 116). The Curve IL (Fig. 115) corresponds 
to the case where the number of revolutions per minute is 
increased ; the Curve II. (Fig. 116) refers to the case where 
the number of revolutions per minute is diminished. 

Let E be the voltage of the dynamo when it excites itself, 
and when the number of revolutions is normal (= w). Joining 
E to O by means of a straight line prolonged beyond E, 
the point of intersection. En, of that line with the Curve II. 
corresponds to the voltage of the dynamo when its speed is 
increased to n^ revolutions. We will confine our attention 
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solely to the case where the speed of rotation is increased ; a 
similar method may be used when the speed of rotation is 
diminished. 

We may follow the succession of the phenomena which 
occur somewhat after the follo\^ing manner: At the first 
moment the voltage E increases with the number of revolu- 
tions, and reaches the value Ei ; but as may be plainly seen, 
the exciting current increases equally, due to the increased 
voltage between the brushes. The magnetising force con- 
sequently increases from C^ N« to {C^ ^m)i ; but the voltage 
Eg corresponds to this magnetising force ; consequently 
(C« N,^)i is increased to (C« N„,)2, and so on. 





^1^} 



Fig. 115. 



Ampere turns 

Fig. 116. 



It is evident that equilibrium will be attained at the point of 
intersection of the straight line, O E, with the Curve II. 

But these phenomena are of little importance as far as 
the solution of the present problem is concerned, since it is 
required to maintain the voltage of the dynamo constant. 
For this purpose we will find from the Curve II. the number 
of ampere-turns which produce the voltage E. That number 
is (C« N J'. 

It can easily be seen that to solve the proposed problem it 
is useless to have recourse to the auxiliary Curve II. Since, 
indeed, the ampere-turns found from the Curve II. for the 
voltage E'^ Ej are identical with those of which we have 
need to produce the voltage 

, E' E 

^ = _ = -, 

y y 

the number of revolutions being normal, it is only necessary to 



'M 
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mark on the vertical a E the point a; at a distance — from 

y 

xi, and to draw the parallel x x\ The abscissa of the point 
of intersection, Xy of this line with the characteristic curve 
gives the required number of ampere-turns. 

For y > I, we have {Cm N«)' < C^ N, 
For y < I, we have (C^ N^)' > C« N, 

In the first case we must diminish the excitation by introduc- 
ing a resistance into the field-magnet circuit ; in the second 
case we must increase the current strength by reducing the 
resistance in the shunt circuit. In order to fulfil these condi- 
tions it is necessary to design the resistance of the field- 
magnet windings in such a manner that a certain part of the 
regulating resistance, r«,, is included in the field-magnet circuit 
when the machine is working at its normal speed. The 
resistances required may be calculated in the following 



manner : 








For «i 


> « we 


have 




rm 


+ 


rv, = 



7> ' m 



r« = 



\^m ^m) ^m ^m 



hence, Tw = N« E ( > - V 

\(C,.NJ' C^N,.; 

For Wj < « we have 



^»r + ^w "" 7^ :r^^ > ^« 



hence, rw = N_ E ( — — — - — i. 

\ C« N„ (C^NJ-; 

If a parallel be drawn, as in the preceding example, at a 
distance, N^, from the axis of ordinates, these resistances 
may be read off directly. 

Example, — Suppose that it is required to regulate a dynamo 
{Fig. 117) of 125 amperes and 120 volts on open circuit, for 
which the number of revolutions varies by 9 per cent, below 
and 10 per cent, above the normal number. What should be 
the resistance of the field magnets and of the adjustable 
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resistance for the exciting circuit, assuming a Beld loss of 
3'2 per cent, when the rate of revolution is normal. 

A field loss of ^2 per cent, corresponds to 4 ampeces in the 
exciting circuit. 

The number of turns of wire must therefore be 



20,000 



= 5,000 (see Fig. 117). 



For y = ogi we have Xi = = 132, and C„ N„ = 27,600. 

r 

For y =- II we have jtj = — = 109, and C„ N„ = 15,400. 



»¥PCOc Tu/Tfis pep Coil. 

5,000 X 120 
15,400 

27,000 

»■» = 39 - 21*8 = 17-2 (0. 

See also the graphic determination of »■», and r^, (Fig. 117). 

Problem c. — Compensation for Variations in both Load and Speed. 

The regulating resistance will evidently fulfil all that is 

required of it if it is capable of equalising the voltage at 
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full load and minimum speed with that on open circuit 
at maximum speed. We have already considered the first 
of these two cases in obtaining the solution of problem B- 
In order to solve the second problem we may again use 
Curve I. (Fig. ii6) for the case of open circuit and normal 
speed, and the Curve II. for the lesser speed »i, using the 
relation 



&.^^i 



-i = y. 
n 

If E be the voltage at the brushes, which we wish to 
maintain constant, and for which we have need of (C», N,w)i 

ampere-turns when the speed is 
normal and the machine is 
working on open circuit (Fig, 
ii8), we must find the mag- 
netising force for the reduced 
speed by obtaining from the 
Curve II. the abscissa {C^ ^m)'^ 
for 

El = E + (J. 

It can further be seen that 
for this purpose the Curve II. is 
unnecessary, since (C,^ ^m)^ is 
the abscissa of Ei on the curve 
of reduced speed, as well as of 
Eg on the curve corresponding 

to the normal speed. It follows that the problem may be 

simplified in the following manner : 

We will add to E the drop in voltage e, and divide the sum 
by y. We will then seek on the primitive characteristic 
curve of the dynamo for the number of ampere - turns^ 
corresponding to the value E^. For the calculation of the 
section of the wire used we may use the well-known equations 
(62) and (64). 

Let then N^ be the number of turns in the bobbin ; 
Ni, the number of bobbins grouped in series ; 
L, the length of a single turn of the field-magnet circuit 
in metres. Then (equation 62) 

(C^NJaNiL 




Fig, 118. 



s = 



E 50 
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when N„ = ^£sL^ 



_ 2 



m 



This IS, then, the section of the wire of the field-magnet 
windings which will give a voltage at the brushes equal to E, 
with a minimum speed n^ and a maximum current strength in 
the armature, the adjustable resistance being entirely removed 
from the circuit. 

On open circuit, when the speed is increased we will have 
need of (C«, N^)' ampere-turns (see Fig. 115). In that case a 
resistance r must be added to the field-magnet circuit. Then 



^w = T^ — tA^ - ^m. and r« = 



whence r» = E N,i» ( . — ?-- — ^ , 

which is a formula we have already considered. 

Example. — It is required to arrange an adjustable resistance 
and the winding of a dynamo, of which the pressure at the 
brushes is 60 volts, the current being 30 amperes, in such 
a manner that the voltage at the brushes may be maintained 
constant for any load, the speed varying by 10 per cent, 
above or below the normal speed. The fall of voltage is 
supposed equal to 3 volts. The characteristic curve for this 
dynamo is represented by Fig. 119. 

(a) Determination of the ampere-turns for minimum speed 
and maximum current strength : 

El = E + g = 60 + 3 = 63 volts ; 

y = "^ = 0-9. 

n 

E, = i^ = -^ = 70 volts, 
y 0-9 

(C« N Ja = 5>5oo- 
(6) Determination of the ampere-turns for maximum speed 
when the. dynamo works on open circuit : 

y = _J = I'l. 

n 

Eg = — = - = 54-5 volts, 
y I'l 

(C^ N«)' = 2,500. 
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(c) Calculation of the section of the wire used in winding 
the field magnets, and of the number of turns, for N, = 2, 
L = 0-5 m: 

5,500 X 2 X 0"S □ .„. 

s = • ^ - = - ■ = = i'03 square milumetres. 

60 X 50 ^ 

Assuming a field loss of 7 per cent. = 2"i amperes, we 

obtain 

5i2 — = 2,620 turns per bobbin. 



AwWffe ItMHt /•£/* Cut. 



(d) Determination of the resistance to be added : Connect O 
with the intersections, c and d, of the verticals drawn through 
the abscissae 2,500 and 5,500, with a line drawn through E 
parallel to the axis of abscissae. Further, draw a line parallel 
to the axis of ordinates at a distance N„ = 2,620 from it. We 
thus obtain the points of intersection, / and g, and the length 
a f( will be equal to the required resistance of the field-magnet 
circuit, the length / g will be equal to the resistance to be 
added to that circuit. This result may be verified as follows : 

We have 

^ , N,« E 2,620 X 60 ,.^ 
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E 60 on 

(CJi 2-1 

r«,= 62-9 -28-6 = 34-3. 

Problem d. — To Alter the Terminal Voltage, 

Suppose that the voltage must be regulated between a 
minimum Ei and a maximum Eg, independently of the 
momentary value of the armature current. When the adjust- 
able resistance is removed from the circuit, the terminal, 
voltage will be equal to Eg. When the adjustable resistance 
is included in the field-magnet circuit, the terminal voltage 
should be E^. 

Let us suppose that the characteristic curve gives, corre- 
sponding to Ex, a magnetising force of (C^ N«)i ampere-turns,, 
and corresponding to Eg volts at the brushes, or rather, to an 
internal voltage of Eg + e, a magnetising force = (C« ^m)2' 
We shall then find, for the section of the wire used for winding, 
the electromagnets. 



Moreover, 



N» 




Es 


50 




(C« 


NJ2 


= 


> 


(C« 


NJ, 


= 




E, . 


{ 


El 






E, 



whence r«, = N^( ^ ^!- t::—— — V 

We could directly obtain a value of this resistance, as already 
shown, by drawing a parallel to the axis of ordinates at a 
distance, N^. from it (Fig. 120). 

E. Characteristic for Variable Speed. 

The solution of this problem, which consists in finding the 
characteristic curve in the case where the speed varies, may be 
deduced from the method used in problem h (p. 200). 

The Curve I. (Fig. 121) represents the characteristic of the 
dynamo when the speed is normal and equal to n. The point 
E gives the voltage with which the machine works on open 
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circuit. Multiplying the ordinates of that curve by y = — ^ 

n 

(y may be > or < i) we obtain the Curve II., and the point of 

intersection E^ of the straight line O E with the Curve II. 

will give the resulting voltage when the machine makes «i 

revolutions per minute without an auxiliary resistance in the 

field-magnet circuit. 







Fig. 1 20. 




Dropping, from Ei, the vertical Ej B, we shall have 



EA ^ EiB 
a A 6B 



= y = 



n 



or, 



a A 
EA 

El 



n 



bBh. 

n 



These two equations lead to the following simple solution 
of the example in question (see Fig. 122) : Take on the 
vertical EA a sufficiently great number of points, Ui, a,, ag, 
.etc., of which the respective ordinates are — 



(h = 



n 



E A; 
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a- = — E A, etc., etc., 



flc 



Join this point with O, the origin of co-ordinates, and 
mark the points of intersection of the straight lines with 




Fig. 122. 



the characteristic curve. These points are Ej, Ej, Eg, etc. 
The voltages sought are therefore, for n,, «2, Wg, etc., 
respectively equal to 



E^ £ ^2 £ ^^ 

n' n* n 



F. Transmission of Energy by Means of Two Series- Wound Dynamos. 

The conditions which must be complied with in this case 
have already been enumerated (pp. 81-86). 

14 
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CHAPTER VL 

The Relation between Lead and Sparking iK 
Continuous-Current Machines. 

The electrical output of a continuous-current machine is,- 
as we have seen, limited by the heating of the circuits and 
by the occurrence of sparks at the commutator. 

It is generally easy to determine the heating that will 
occur when the surface by which cooling takes place is 
known. On the other hand, there has not existed up to 
the present time any formula which will permit us to deter- 
mine, even approximately, the value of the angle of lead in 
terms of the output, or, what comes to the same thing, to- 
estimate the degree of sparking at the brushes for a given 
strength of current. 

Our intention here is to show how we may assure ourselves 
a priori of the satisfactory working of a machine as far as 
parking at the brushes is concerned. 

It can easily be conceived that it is impossible to obtain 
a complete expression embodying all of the complex condi- 
tions which it is necessary to comply with in practice. We 
must, therefore, content ourselves with a method taking 
account approximately of the conditions found in actual 
practice. Such an expression we will proceed to establish. 

Figs. 123 to 125 represent three different positions of 
an armature during a rotation : the first, a position a 
little in advance of that when a section, a, is short- 
circuited by the brushes ; the second, when the current is 
zero ; and the third, the position when the current is reversed 
in the section. 

The magnetic axis of the armature is displaced with respect 
to the armature, and assumes during the specified movements 
the position indicated by the numbers I., II., and III. 



The speed of relative displacement is not always constant. 
It is greatest at the moment when the section is short- 



y,^^^^.,. i 



^ 



circuited, and diminishes more or less quickly according to a. 
law which will be deduced 
later. 

If we denote by B„ the 
induction in the tooth I. of 
the armature, and by S its 
section, the magnetic flux 
then varies from + B„ S to 
- Ba S. That variation in 
the flux gives rise, as we 
know, to the production of 
an E.M.F. of self-induction 
which tends to retard the 
commutation, and which, 
when the latter has been 
accomplished; tends to op- 
pose the increase of the 
current. In order to facili- 
FiG, 125. tate the reversal of the cur- 

rent we must shift the 

brushes in order to produce an E.M.F. which will advance 

14* 
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the moment of commutation and facilitate the subsequent 
increase of the current to its proper value. 

A. General FormulsB. 

Let us denote by N the total number of conductors on the 

surface of the armature ; 
Ni the number of sections in the armature (for a smooth 

armature Ni = - , for a toothed armature N^ is the 

N« 

number of teeth) ; 

Nj the number of sections in the commutator; 

E the terminal voltage; 

C the total current, and C the current in a single 
conductor ; 

2 p the number of poles ; 

2 p^ the number of brush-holders ; 

r the resistance of a coil comprised between two con- 
secutive commutator sections (-—-conductors) 

^ Nj '' 

L the coefficient of self-induction of a coil ; 

c E the drop of voltage due to the resistance of the 

armature (o'02 E to 0*05 E) ; 
€ E the total drop of voltage (including that due to 

armature reaction) ; 
D the diameter of the armature in centimetres ; 
/ the length of the armature in centimetres; 
n the number of revolutions per minute. 

The current at any instant in a short-circuited coil is 
determined, if we neglect the resistance at the contact, 
by the differential equation 

+ L — — = o. 

dt 

Hence C ^ x t l . 

<In the foregoing and some similar equations t is used to 
denote the base of the Naperian logarithms = 2718 ; it must 
not be confused with the e in equation (29). 

The constant x is determined by the conditions at the 
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instant when the short-circuit is established. When ^ = o, 
C = — , hence x = — . 

As it will be found more convenient in what follows to 
introduce the E.M.F.'s, we will express « the E.M.F. in a 
section by the equation 



E'l = El e' 



(93) 



El being the drop in voltage round the section due to its 
resistance. This expression holds as long as the section 
remains in the neutral zone. 



--?/i^.. 




■ V i 




Fig. 126. 



Fig. 127. 



If the brushes are shifted in any way — for example, if 
they are advanced — an E.M.F., Eg, is generated, owing to 
the conductors in the section cutting lines of force due to 
the field magnets. This will, in the case considered, augment 
or diminish the E.M.F. of self-induction, according as the 
machine is working as a motor or a generator. The current 
due to that E.M.F. is also affected by the influence of self- 
induction ; as above, we may see that the value of the E.M.F.^ 
at any instant, is given by 



E'o = E 



2 



2 



(^1 - e' L^J . . . . (94) 



The current circulating in the coil will, therefore, be equal to 

C = llnlj <95) 
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From what has been said above, it follows that at the 
moment of rupture of the short-circuit the current should 

r 
be equal to - — , that is to say, 

E'l - E'g = - Ex ..... (96) 
We deduce from this, replacing E\ and E'g by their values 



lT = loge|i^^ .... (97) 



or, writing — « = 17, 



^T ^ loge'^.tJ (98) 

L, 17 — I 



rT 



In the following table are given the values of — and of 



.-hlT 



e ' L for different values of rj. 



VaUTKS of Tf, g ^ AND - T. 
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3 


IIO 


7 


1-33 


0-288 


I "01 


20 T 


7-6 


2-2 


2-66 


0-98 


8 


1-28 


250 


I -02 


lOT 


4-6 


2-4 


243 


088 


9- 


125 


220 


105 


41 


37 


2*6 


2 25 


081 


10 


I '22 


198 


I"I 


21 


3*04 


2-8 


211 


075 


125 


I 17 


o'i6(» 


I '2 


II 


2*4 


3 


2 


0-69 


»5 


1-14 


0131 


J 3 


76 


2'o^ 


3 '5 


I 80 


059 


i7'5 


I 12 


0-113 


T4 


6 


178 


4. 


167 


52 


20 


I'lO 


o'lio 


^'§ 


5 


I '06 


4-5 


1-57 


045 


25 


I 08 


o'o8o 


1-6 


4*3 


1*46 


5 


1*5 


0405 


30 


I '07 


o'o66 


1-8 


3-5 


I 25 


6 


I 4 


0-336 


^mma^ 


*^^^ 





B. Calculation of -^ T. 



We have 



r = 



- 64^2 E 



N^C 



The duration of a contact is evidently 



T = 



60 



. . (99) 



(100) 



IT Di n 

m 

where y is the magnitude of the contact surface of the brush 
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<Fig. 126) and D, the diameter of the commutator. The 
calculation of L need only be performed approximately. We 
will successively study several cases. 

I. Paccinotti Toothed Artnature. — Let u be the total induction 
4lue to unit current flowing in a conductor at the bottom of a 
slot ; we may without great error suppose the magnetic circuit 
to be comprised in two teeth (Fig. 128) which surround the 
conductor, the portion of the flux which cuts the other coils 
being regarded as annulled by the closed circuit formed by 
the rest of the armature. We shall then have, referring to 
Fig. 128, and taking / as the length of the conductor, 

„ . 4 -J n- i^^ J. -1 . 4W [-2:3 , 4 + jLl 

10 L-f « x a: 2xA 10 L tt X 2 X-1 

In general we may 



Moreover, it must be remembered that some Hnes of force 
pass from one tooth to another through the space between 
them. These will cut a number of conductors which becomes 



less and less as we approach the bottom of the notch. We 
might, therefore, assume that half the total number of lines of 
force cut all the conductors in the slots. In that case 
« = 2-3 I- 

2. Armature with Slots partly closed at their Openings. — 
A calculation analogous to the preceding shows that we may 
take as a sufiiciently close approximation — 
i( = 3 i. 
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3. Tunnelled Armature. — For this armature the induction 
is naturally much greater, but the calculation in the most 
general case is much more complicated. We may, however, 
assume that 

« = 3*5 ^• 

4. Smooth Armature. — Referring to Fig. 129, we can see 
that u is immediately given by the equation — 

10 IT X 

2 X being that portion of the circumference of the armature 
occupied by each section. 
If we assume in general that 

u = u' If 

we shall have for the coefficient of selfi-induction of each 
section — 

L = tt 10 * = — 10 *. 

Writing N = g Ni we have 



L = — — — ^ 10 ® .... (loi) 
The expression for -- T is obtained by combining equa- 

La 

tions (g8) and (loi) ; it is 

L C . Di . TT . n . u . I ^ K . q 
But, from equation (10), we have 

60 />! (I ± e) 

in which tp is the flux proceeding from one pole, and ± e' E 
the total drop in pressure, measured in volts, positive or 
negative, according as the machine acts as a generator or 
a motor. 
This formula might be written — 

^^N.n D.TT.^./.B^^^,^ . . (103) 

2 X 60 ./>! . (I ± €) 
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Substituting this value of E in equation (102) we obtain — 

. . . (104) 



L Di . C . w' (I ± eO 9 



The formulae (102) and (104) allow us to calculate the 
value of -— T. 

La 

Using the value so obtained in conjunction with the 

E 
values of 1/ = -=r- given in the table (p. 214), we may deduce 

El 

the value of the current in any section when short-circuited 

for any position whatever of the brushes. To obtain this- 
value of the current it suffices to calculate — T from (102) or 

La 
— T 

(104), and to seek the values of 1/ and e ^ in the table 
(p. 214) and substitute these in equation (95), taking account 
of (93) and (94). 

C. Lead of the Brashes. 

The working efficiency of any machine may be estimated 
to a certain extent by the aid of the ratio of the angle of 

lead of the brushes to 
half the interpolar angle 
— that is, by the value of 

? (Fig. 130). The more 

nearly this ratio approaches 
to unity the greater will 
be the difficulty of ob- 
taining a position of the 
brushes where sparking 
does not occur, the least 
shift from this position 
causing an important varia- 
tion in Ej. 

Let us first of all deter- 
mine the value of the flux 
at a point G of the arma- 
ture corresponding to a shift, a, of the brushes from the 
neutral zone. At this point lines of force enter the armature 





. mm 



Fig. 130. 
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from the N pole and issue from it to the S pole. Denoting 
by B the maximum value of the flux between the poles, the 
flux corresponding to the point G (Fig. 130) will evidently 
be given by 

B' = B ^ - B ^ . (105) 

a formula from which Eg may be calculated. 

Further, E^ may be obtained from C and r; substituting 

these values in the expression fj = — ?, we shall have, as a 

iinal result of the calculation, 

2 ^ a ^ (I ± e') . 



^ = 



from which we find 



a = ^ W -{• (c + 1^- M . . . (106) 

where M = ^i~ ---^- (107) 

£, f, and fi are determined from the dimensions of the 
machine ; e and e, of which the latter might be taken 
approximately as 2 € or 3 e, depend on the loss that we admit 
in the windings ; lastly, ly is obtained from the table (p. 214). 

It is possible to determine a graphically in a very simple 
manner ; this may be done by making (Fig. 130) F H equal 

to \c + - j and H K equal to M, and joining K F. If, 

now, with K as centre, we describe a circular arc, H L, 
with radius K H, and with the point F as centre, and 
F L as radius, we describe a second arc terminating at 
G, then F G is the value of the lead of the brushes. 
Equation (106) shows that for machines having a small 

air-gap the quantity ^ is negligible in comparison with c. 

In the two following tables information is given respecting 
21 machines of different kinds ; this has been placed at the 
disposal of the author by the several makers. 



1 


Metallic brushes 

Carbon brushes 

Fixed carbon brushes 

Metallic brashes 
A winding 

Series wound with Mordey's connections 
Melaliic brushes 
Metallic brushes 


1 

■3 


Smooth 

Toitheii 

Smooth 

Toothed 

Smooth 

Toothed, apertures half close! 

Tunnelled 

Toothed 

Tunnelled 

Toothed 


1 


||= = =|| = = = = =|| = = = = = = = 


■SS1C.J JO sire,i 


■-"»>;»"«» - 


1 


l' = = = = = = = = = = =lS =-" = = 

= .= 8i= 

s '-'■'■ fsf-E: 


ssjsduiv 


= a38|8sa|i,as,8^ |8«^||8 


•|»3(IS 


s|gii.i«ia«iiii, j'P.iii.i, 


SlIB.HOl!^ 


J-Jassa^aSiS^* a;:S22?j3 


■»ioM = W 

■JO|U3U>0 = ■) 


-;;-oCEE^;J--:^5;i3 :^^^oouo 


•JSqniTlX 


.„„^^^^2z~::; ^-st'JSs 
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• 

We may remark that in the preceding tables the machines 
are arranged according to their electrical value ; the first eighty 
however, all of which are sufficiently satisfactory, are arranged 
indiscriminately. The first eight worked perfectly ; the next 
three worked well enough. As to the machines numbered 
from 12 to 17, their working was mediocre ; lastly, those 
numbered 18 to 21 could not be used without alterations. 

These results might, in general, have been predicted from 

the values of the ratio : as to certain exceptions which 

c 

occur, they can be easily explained when account is taken 
of particular circumstances in connection with the various 
machines. Thus the machines numbered from 7 to 13 worked 

as motors ; the value of the ratio - should therefore be very 

much diminished, for reasons which will be given sub-^ 
sequently. 

As to the machine No. 10, for which the ratio - is smaller 

c 

than that corresponding to its place in the table, we may 
remark that it possessed 24 lines of six brushes, and that, 
as a consequence, its working depended largely on the adjust- 
ment of the brushes. It has, when certain precautions were- 
taken, been found possible to obtain a total absence of 
sparking in that machine. 

Lastly, the imperfect working of machine No. 12 was due 
solely to the fact that the voltage between two consecutive 
commutator sections was at a maximum equal to 55 volts,, 
which imposed a condition not taken into account in the 
preceding investigation. 

The lead of the brushes calculated from the formulae already 
given, agreed exactly with the results of experiments per- 
formed during several years on the machines 20 and 21.^ 
The results of these experiments have already been published 
(see Electrician, May, 1893). 



^ 




Angle of T..ead. 


No. 


Amperes. 


Calculated, Observed. 


20 


250 


15-1" ... 15' 


21 


500 


26*6" ... 27° 



For greater simplicity it has been assumed up- to the 
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Resent that Eg is constant. This assumption is only 
valid when the angle of lead is small, and when the pole 
corners are sufficiently distant from each other. Further 
it is necessary that y, the arc of contact of the brushes,, 
should be small. If these conditions are not complied with, 
it is necessary to take account in equation (105) of the 
variation of the E.M.F. induced whilst the armature section 
is short-circuited. To avoid unnecessary complications in 
our calculatioris, we will content ourselves with the deter- 
mination of the mean value of Eg. 

Calling the linear velocity of the circumference of the 
armature «, the formula (105) will take the form 

B' = B ^ B 



(oT 



and we may find the real value of a by subtracting 
from the value given by equation (106). 

D. Sparking. 

Experience shows that the angle of lead and the tendency 
to sparking are related in a very intimate manner. This 
may also be easily demonstrated from theoretical considera- 
tions. We can see, moreover, without proceeding far into 
the theory of the subject, that the degree of sparking produced 
will vary directly with the output of energy in the circuit which 
is interrupted, and inversely, in some undetermined manner, with 
the speed with which that interruption is performed. 

Another method of considering the question of sparking 
has been suggested by Mr. Thorburn Reid (paper presented to 
the American Institute of Electrical Engineers, Dec. 15, 1897). 
That engineer attributes the formation of sparks principally 
to the exaggerated current density which occurs during com- 
mutation, and which fuses, and even volatilises, the metallic 
surfaces m contact. It is, indeed, easy to see that the 
current density under the brushes cannot remain constant, 
since the section of the contact varies in a linear manner 
with the time, whilst the current curve has an entirely 
different form — for example, that indicated in Fig. 127. 
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In order to take account of this import.ant circumstance, 
ive are obliged to introduce the resistances of the contacts 
into our calculations. Turning to Pig. 131, in which the 
resistances are represented by r, and r^, we will designate 
by C the current in the coil when short-circuited, and by C| 
and Cj the current strengths at the two points of collectioa. 

The general formula, according to Kirchhoff's law, will 
be as follows : 

L^'+ C'r + E, + C,r, - C,r„ = o. 
dt -lis. 

Supposing the current density to remain constant, it would 
follow that 



If we express this equation in terms of C, and replace 

E, by ti — - r, we shall, after some transformations have 

been performed, arrive at the formula (gS). which we have 
already considered. 
That which has already been said shows that the formula; 
already developed are mathe- 
C . matically exact only when the 

^^ -~-^^, curve for the current is linear. 

Further, it would be necessary 
to take account of the maxi- 
mum current density which the 
brushes can support. How- 
ever, the numerous applications 
of these formulae which have 
been made and found in good 
agreement with the results of 
experiments, seem to authorise 
ri • their use when interpreted with 

'^'' a certain amount of latitude. 

This is the more fortunate as 
the determination of the maximum current density presents 
considerable difhculties. 
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It is interesting to examine the last equation for the'case 
-v^here'the current follows a linear law. We then have 

dC ^ _ 1 I , 
df p, T ' 

-whence, substituting this value in the above equation — 

2 pi p \T T 2/ 

"Then for ^ = — 



E2= ^ ^ (108) 

Pi T 

r T 2 
and — :- = — (109) 

•formulae much more simple than (98). 

Since it would appear from the preceding that it is always 
possible to find a certain position for the brushes at which 
no sparking should take place (on condition that a is less 
than c), it is necessary to explain why, in practice, all 
machines, however well made and regulated, give small 
sparks under the brushes. The reason is to be sought 
in the exaggerated current density which may occur in the 
beginning and the end of the commutation, and in the 
inequality in the resistance of the soldered joint. 

The more soldered joints there are the greater will be the 
sparking, since the difficulty of obtaining a winding such that 
the resistances of the various sections are equal increases with 
the number of joints. 

In those machines where the armature windings consist 
■of coils wound one upon another without any pretence to 
symmetry, and thus forming a sort of irregular " chignon " 
(German, " Knauelwicklung ") on either side of the armature, 
this condition of equality of resistance is impossible to obtain 
a priori. It follows that the position of the brashes to obtain 
absence of sparking will be different for each section of 
the commutator. We can therefore only take a mean position 
where minimum sparking occurs. 

Any such irregularities in sections will generally make them- 
;selves evident after the machine has had a few hours' run. 

15 
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The commutator sections which are connected with defective 
or irregular coils in the armature will be eaten away, whilst 
those at which the commptation is good will remain polished. 

E. Lead of the Brushes for Motors. 

If a machine be worked first as a generator and then as a 
motor, a great difference in the necessary lead for the brushes 
will be noticed, the motor requiring a backward lead very 
much smaller than the forward lead of the generator. This is- 
explained in part by the double sign of the quantity ± e. On 
the other hand, the difference is greater than is indicated by 
the formula, and is in reality chiefly due to the sluggishness of 
the iron in taking up its magnetisation. 

To explain this phenomenon, let us consider Fig. 132. It 
is easy to see that the induction in the iron of the armature, 
when stationary, will increase from N to a, and then decrease 
from a to S in a similar manner. This disposition, however, 
is modified by the fact 
" that when exposed to a 

magnetising force, a piece 
of iron does not instantly 
assume its final state of 
a,/ magnetisation. It is 

~ r therefore easy to con- 

a{_ _ -.4 ceive that the maximum 

Y density of the flux does 

« ~ '•"1 not occur in the neutral 

zone, a b, but in a line, 
a I &|, displaced in the 
sense of the rotation of 
the armature. As a con- 
W sequence, the angle of 

FiG. 132. lead previously deter- 

mined must be measured 
from a point in advance of the neutral zone, a b, which will 
result in diminishing the necessary displacement of the brushes 
relative to a b in the case of a motor, and in increasing the 
necessary displacement from a b in the case of a generator. 
Unhappily, we must content ourselves with the above explana- 
tion, since, in the present state of our knowledge, these 
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complicated phenomena defy calculation, eyen of an approxi- 
mate character. 



F. Armature Reactions. 

We have up to the present considered only those conditions 
which must be fulfilled in order to obtain sparkless com- 
mutation, without considering the " armature reactions " 
properly so called. These latter play only a secondary part 
in the phenomena of commutation ; further, their relation- 
ship with other known phenomena may be easily established. 

Armature reactions manifest themselves by a drop of 
voltage which may attain, under the most unfavourable 

circumstances, to a value 
four or five times that of 
the drop due to the resist- 
ance of the armature. 
Although the drop of volt- 
age thus produced is not 
accompanied by a loss of 
energy, it yet diminishes 
the voltage of the machine 
and renders it difficult ta 
regulate. 

Taking account of the 
direction of the current in 
the various sections of the 
armature, it may be seen 
that the windings may be considered as forming two separate 
coils, of which the one, A D B C, generates a flux in a line 
with that produced by the field magnets (inverse flux), whilst 
the other, A B D C, produces a flux parallel to the plane 
of the neutral zone (transverse flux). 

Moreover, in considering the direction of these fluxes, we 
arrive at the following conclusions, which are true for either 
generators or motors: 

I. The part of the armature winding A D B C tends to 
diminish the strength of the poles, N and S. The demag- 

i^ XT 

hetising ampere-turns are equal to -—- — --, and correspond 

360 ppi 

to a negative flux, <f>'. 

15* 




Fig. 133. 
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2. The part A B D C produces a new field, 0", parallel to 
the plane of the neutral zone. Taking account of the polarity 
of this field and of the lead of the brushes, it will engender 
an E.M.F. in the conductors which must be added to the 
E.M.F. produced by the principal field. By this means 
the effects of the principal field are reinforced. 

The production of armature reactions is not confined to 
the case when the brushes are displaced from the neutral 
zone; even when no displacement has been made, a distor- 
tion of the principal field, together with an unequal saturation 
in the pole-pieces, will become manifest, as we have already 
shown (p. 39). 

The total permeability of the magnetic circuit being 
diminished, it follows that a corresponding drop in voltage 
will be produced. 

It is easy to take count of the magnetic flux under the 
poles by the aid of Fig. 134. Let us consider a point at 
a distance, y^ from the axis, A B ; that point is exposed to 
the magnetising action of the currents carried by the con- 
ductors on either side of it. 



c 



d\ 



B \ ' ' 



B 



Fig. 134. 



Let k be the number of ampere-turns per centimetre 
length of the circumference of the armature, and let us 
further suppose that the conductors are traversed by a 
current producing a field directed in the sense that the 
hands of a clock revolve. At the point considered, we shall 
therefore have 
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( — ^ + ^) * ampere-turns, acting downward, and 

^4P ' 



(ti-)' 



4t 

) k „ „ „ upward. 

Whence the resultant number of ampere turns = 2yk. 

The corresponding field, B/ is given by B^ = ^-^ .2yk.~ . 
lo 2S 

Applying this formula to the pole-corners, we have 



B'; 



4ir ^. Dx C N 



and for the neutral zone, 

g" = 4_;^ C N I 
10 ' 4PP1 2 Si 

(For the signification of Si, see Fig. 126.) 



Fig. 135. Fig. 136. 

This field distortion entails an asymmetrical distribution 
of the induction in the poles of the field magnets. Referring 
to Fig. 135, it may be shown, for example, that for the 
circuit I, the part on the left-hand side of the pole S is 
subjected to an increased density of flux, whilst the part 
on the left of the pole N is subjected to a diminished flux 
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from the field magnet. Further, it is possible to assure 
ourselves by calculation that the total permeance of the 
circuit is sensibly diminished ; it is the same for the tptal flux. 
To reduce the inverse flux it is necessary to diminish the 
angle a, which is easily done, remembering what has been 
previously said as to the determination of that angle. The 
methods to be used for the reduction of the transverse flux 
have been considered by the author in his works published 
in 1S91 and 1S92, and also in several articles in journals 
(see Lumiere Electrique, June, 1893 ; Eclairage Elecirtqtte, 
October, 1896, and March, 1898). 




Fig. 137. K[G. 138. 



We will divide these processes into two class, according as 
their action is direct or indirect. In the first class may be 
included the use of compensation windings, represented in 
Figs. 136 to 141, and disposed in such a manner that their 
axis coincides with that of the armature windings, but 
produces a flux opposed to that due to the latter. It 
goes without saying that the compensation windings must 
be traversed by the principal current. 

The resultant magnetic force is therefore equal to the 
difference between the ampere-turns of the armature and 
of the auxiliary windings.* The compensator windings play 

• A similar melhod has been proposed by Prof. Ryan, nine months aflet the 
publication of the authoi's melhod (see SUley /mimal cf Engittating, 1891). On 
the other hand, it appears from a jirivate communication to the author (luring the 
printing of thai book that M. C I~ Mcnges, of La Hnye (Pnys-Bas). had already 
su^eated the same arrangement as that shown in Kigs. 139 and 140 in 1884 
(number of German palcnl, 34,465). 
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a double part ; they not ooly prevent distortion of the field, 
but they produce, in the neutral zone, magnetic poles which 
have the same polarity as those due to the field magnets, 
which they follow in the sense of the rotation. 

Leaving on one side the distortion of the field, it suffices, 
therefore, to give to the compensator windings such a number 
■of ampere-turns that the field produced in the short-circuited 
armature section has the value which it would have had if the 
brushes had been displaced to the position where sparkless 
commutation occurred. In that case the brushes may be 
.allowed to remain in the neutral zone, whatever may be the 
-output of the machine. 




The arrangement shown in Fig. 136 is practically advan- 
tageous only in the ease of machines producing very large 
•currents — several thousand amperes, for instance — and where 
the number of turns of wire in the compensator are con- 
sequently limited. In that case the conductors distributed 
■on a pole should be connected in parallel. 

For machines producing feebler currents, the author has 
■employed with success one or other of the variations repre- 
sented in Figs. 137 and 138, although these effect only a 
partial compensation of the armature reactions. 

Lastly, we will indicate two forms of compensator windings 
-due to M. Menges and Mr. Swinburne, in which the end 
sought is to diminish the angle of lead and to suppress 
sparking. This method consists in placing small auxiliary 
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poles in the neutral zone (Fig. 140), which furnish thtt 
necessary field to permit of sparkless commutation. 

This last method could, in case of certain machines— e.g.r 
those of the Manchester and Thury type— admit a notable 
simplification which would permit of the entire suppressioB 
of the auxiliary windings. 

To facilitate the explanation of this, it may be remarked 
that in the types indi- 
c«w«-»«<hiwe«» cated we might separate 

•IT the compensating coil 

into two parts wound in. 
opposite senses on the 
electromagnets them- 
selves. Let us denote 
by C„ N,„ the ampere- 
turns of the field mag- 
nets corresponding to a 
magnetic circuit such as- 
, II. (Fig. 141), and by 

fio 141. Cm N'm the number of 

ampere- turns for each, 
winding of the compensator. The ampere-turns acting oa 
the circuit I' have for value 



those acting on the magnetic circuit I" have for value 

2 

The sum of the ampere-turns acting on I is equal to Ci N™, 
— that is to say, to the primitive ampere-turns. Since we 
might mclude both the ordinary and the compensator 
windings of the field magnets in a single coil, it is only 
necessary to arrange the field - magnet windings for - the 
circuit I. in two unequal parts, placied on either side of the- 
small pole, and differing by a number of ampere-turns 
equal to 2 C,a N'™. 

The indirect methods destined to decrease the effect of 
armature reactions are based on special constructions o£ 
the field magnets designed in such a manner that a great- 
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magnetic resistance is offered to the transverse flux, the 
principal flux remaining meanwhile unafiiected. 

Thus in Figs. 142 to 144 the desired end is attained 
by subdividing the electromagnets in different circuits^ 
independent and magnetically isolated. The flux due to- 
the armature reaction is obliged, in consequence, to 
traverse a number of different air-gaps. (This method 
when applied to alternate-current motors offers the great 
advantage of considerably diminishing the self-induction.) 






Fig. 142. 



Fig. 143. 



I 
Fig. 144. 



A second but less efficacious method consists in furnishing 
the poles with a number of deep slits. The first machine of 
this class was constructed by the author in 1890 at the 
workshops at Oerlikon. 

G. Conclusions. 

That which has previously been said may be digested 
into the following rules to be applied to the construction 
of continuous-current dynamos : 

(a) The armature windings should be symmetrical, and 
the number of soldered joints should be reduced to a 
minimum. 

(6) The number of commutator sections should be greats 
and in proportion to the electrical output of the machine* 
Also the diameter of the commutator should be reduced as- 
much as possible (equation 104). 

' For high -voltage machines the voltage between two 
adjacent commutator sections should not exceed 30 or 
40 volts. 
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To obtain this value of the voltage in drum-wound machines 
the following formula should be used : 

'""NT' 
^hich shows that drum-wound machines possessing a large 
number of poles are not well adapted for the production of 
a high voltage. 

(c) The tables given on pp. 219 to 221 lead to the con- 
clusion that a machine is so much the better as the ratio 

? is the smaller. The dynamos for which that quantity is 

c 

greater than 07 or o*8 will work badly. In practice we 

should never go beyond the value - = 0*5. Substituting the 

c 

value 0*7 as the superior limit for a machine in the equation 
(106), we find 

€nnx = — — ^ — z — - — ^^-TT- > or> approximately, — ^^ — y-^ . 

This equation involves two unknown quantities, of which 
one, €, might be evaluated a priori without great error. 
The machine No. 19 in particular, which worked still better 
on half load, gives 

e„. .. = "--^ ^ ^-"S _ = 0-0165. 

o'5 ^ 2*55 X 2 X 0*87 X 11*15 

from which we deduce 

^ 0*0165 

C = 1,000 ^ = 470 amperes, 

o'035 
(representing very nearly half of the maximum load. 

(d) In order that — should be small, it is necessary for 

c 

M to be large. The equation (107) shows that this will be 
the case if S is large, whilst f, /8, e, 1; are small. If a 
machine sparks badly, we should be able to improve matters 
by increasing the air-gap, and eventually in cutting away 
the pole-pieces — that is to say, in diminishing ^S. However, 
since in this case we increase c at the same time, it will 
be as well to assure ourselves by calculation whether this 
improvement is likely to prove illusory or not. 
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CHAPTER VII. 

Continuous-Current Dynamos Designed for Special 

Purposes. 

A. Are Light Dynamos. 

The use of dynamos designed for the purpose of electric 
lighting by means of arc lamps connected in series, is not 
so extensive in Europe as in the United States, in spite of 
the numerous arc-lighting installations to be found on the 
Continent. The reason for this must, in all probability, be 
sought in the severe conditions existing in Europe, both as 
regards the distribution of the light and the security of 
working, conditions which may be more easily satisfied by 
the use of arc lamps connected in parallel. Moreover, it is 
beyond doubt that the very rapid development in Europe 
of alternating-current systems has contributed not a little to 
reduce the number of lighting stations where the lamps are 
connected in series. 

In the present chapter we shall therefore develop only the 
most important general considerations which must be attended 
to in this kind of distribution, and we will treat specially of 
the best-known American dynamos. We will commence with 
dynamos supplying each a single lamp. 

I. Dynamo Supplying a Single Lamp, 

This mode of lighting is confined almost exclusively to 
lighthouses. We may find a detailed account of this branch 
of the subject in a report by M. A. Blondel, professor at 
I'Ecole des Ponts et Chaussees, presented at the International 
Maritime Congress, which met in London in July, 1893. 
Although that savant has arrived, after several years' study, 
at a negative result as far as concerns these continuous-current 
machines, it is nevertheless interesting to follow the reasoning 
which has led to their abandonment. 
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After the practice followed by the service of French light- 
houses, use is made, for the present, of a current strength of 
from 25 to 100 amperes. Thus, for example, a current of 
25 amperes is quite sufficient, with a bi-focal apparatus,- 
to attain the geographical range, and a current strength of 
50 amperes enables us, when the air is clear (during about 
72 days in the year), to realise, by means of flashing apparatus,, 
a luminosity visible at a distance of about 85 miles ; on the 
other hand, in foggy weather the light corresponding to an 
arc lamp of 100 amperes is visible only at a distance of 
about 26 miles. To obtain this variation of current, use is 
naturally made of two dynamos, each one furnishing 25 to 
50 amperes, which may be arranged in parallel when a large 
current is required. The voltage of the arc varies from 45 
to 50 volts ; but at the brushes a voltage of from 65 to 70 
volts must be produced, according as the regulation of the 
lamp is effected by hand or automatically. As the resistance- 
of the arc diminishes according as the carbons approach each 
other, the characteristic of the dynamo should present a form 
such that the voltage diminishes as the external resistance is 
decreased — that is to say, as the current increases. A second 
difficulty lies in the necessary accuracy of regulation of the 
speed of the machine. In fact, the dynamo should be able 
to work on a part of its characteristic where the output in 
watts increases with the current, or at least the output 
should not decrease with the current ; for in the latter case 
the engine will have a tendency to race when the carbons 
approach each other, which will lead to a continuous 
scintillation in the light emitted. 

As a result of experiments performed during several years,, 
the engineers of the lighthouse service have found the 
following inclinations the most favourable for the charac- 
teristic curve of a dynamo : 

Current strength, 45 amps. ; voltage across arc, 43 volts. \ , •• • z^ 

b I ^j 1- > -to . t J 1 Inclination = 05 to o-6 

)t M 75 »» i» .» i» 48 „ „ =o-45too*5S 

,» n 95 .» » »» II 50 11 n =0-5510 0-45 

When the regulation is effected automatically, we should 
have, according to M. Blondel, the following values : 

Current strength, 25 amps. ; voltage across arc 45 volts ; inclination = o'8 
II II 5^ 11 »i »i II 4/ 11 II =^0 35 

II II lO'J II II M II 50 II >» = *>'^5 
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In using a shunt-wound dynamo it is easy to satisfy these 
conditions ; the only reproach which we can address to these 
machines is due to their want of stability. To get the 
necessary inclination in the characteristic, it is necessary to use 
that part of the curve which shows the machine to be working 
at nearly maximum output. The least overcharge, which may 
be. produced, for example, if the carbons touch each other, will 
immediately result in the demagnetisation of the field magnets. 

For a series-wound dynamo, the characteristic curve indi- 
cates at first an increase of the voltage with the current ; a 
maximum is then attained, after which the voltage decreases 
as the current increases. A series-wound dynamo can only 
be used on this latter part of the characteristic. And as, 
moreover, the drop in voltage is relatively smaller than in the 
case of a shunt-wound machine, the inclination of the curve 
must . be further increased by the aid of a regulating 
resistance. The efficiency of the machine is by this means 
much reduced. The chief difficulty, however, arises from the 
high current strength which is produced when on short-circuit. 
Inversely, when the lighting current is interrupted, the engine 
will race. 

Attempts made with compound-wound dynamos have not 
given good results owing to the great current strength pro- 
duced on short-circuit. For these reasons the use has been 
continued in France of the old alternating-current machines, 
provided with permanent magnets, due to M. de Meritens, 
except in the case of new installations. The principal 
advantage accruing to the use of the alternating-current 
systems is due to the smallness of the drop of voltage across 
the arc, as well as the diminished value of the adjusting 
resistance.. Taking account of the various losses, it follows 
from the figures given by M. Blondel that the use of an 
alternating-current machine permits of the production of 
double the luminous effect for a given expenditure of energy. 

2. Dynamo Supplying Arc Lamps Connected in Series. 

The arrangement of arc lamps in series has this great 
advantage, that the voltage for each lamp may be much 
smaller (42 to 47 volts) than in the case where the lamps 
are arranged in parallel. This is due to the fact that the 
lamps exercise a regulating influence on each other. 
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Arc lamps designed to work in series, regulate themselves 
for a constant voltage across the arc. The dynamo should 
therefore be able to maintain the voltage constant whatever 
may be the number of lamps lighted at any given instant. 
Hence the voltage should be able to adapt itself at each 
instant to the number of lamps. Series-wound dynamos, 
when adapted for the present purpose, work on the descend- 
ing part of their characteristic. But it may easily be seen 
that an ordinary series-wound dynamo is not entirely adapted 
to the conditions of the present problem, even when a resist- 
ance is added to the circuit. For that reason we are obliged, 
if we would nevertheless use such a machine, to return to 
an artificial regulation, such as that given by a displacement 
of the brushes or a modification of the number of turns on 
the field magnets. As we have seen above, we might arrive 
at the same result by the aid of a resistance wound in 
parallel with the field-magnet windings ; however, it does 
not appear that anyone up to the present has employed 
this mode of regulation. 

In this class of machines we may include those of the 
Excelsior Companyy Wood Western Company, Standard Cotn- 
pany, etc. 

It is evidently not wise to be too exacting concerning 
the efficiency of machines of this class. Indeed, as long as 
the heating does not exceed the maximum permissible, the 
efficiency will remain the same whether the adjusting resist- 
ance is added outside the machine, or whether it forms 
part of it. On the other hand, it is most important that 
we should concern ourselves with the question of sparkless 
commutation, which should be performed with equal success 
whatever may be the position of the brushes. This com- 
mutation can only be realised with certainty when the 
armature windings are arranged in such a manner that the 
brushes can be placed under the pole-pieces, even during 
the normal working of the machine, since the variation in. 
the field strength is most favourable in this position. This 
condition assumes the existence of a sufficient amount of self- 
induction in the armature windings, otherwise the E.M.F. 
generated in the windings under the poles will be too great. 
The number of commutator segments is, therefore, intimately 
connected with the construction and self-induction of the 
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dynamo, and it must be neither too great nor too small. The- 
more the brushes are displaced toward the axis of the poles, 
the more the influence of the armature reaction will be felt, 
and the more the field will be weakened. As a consequence, 
the time during which a coil is short-circuited must be 
diminished in proportion as the lead is increased. In fact, 
several constructors use double brushes, of which the relative 
positions are regulated automatically with the displacement 
of the principal brushes. 

It thence appears that even when the dimensions of the 
different organs have been judiciously designed, the forma- 
tion of sparks cannot be completely prevented; it becomes 
necessary, therefore, to diminish their prejudicial action by 
the choice of a suitable form of commutator, by obtaining 
good insulation, and by facilitating the replacement of worn- 
out brushes, etc. The high voltage used in this case requires 
an insulation which has been carefully tested in every organ 
of the dynamo and throughout the commutator. In the 
end, a bipolar dynamo with a ring armature appears to be 
the most suitable, notably when the armature is smooth, 
in conjunction with which certain makers employ a very 
large air-gap (as much as 30 mm.) Such large air-gaps 
are rational, and permit us to obtain a homogeneous field 
even beyond the pole-pieces. But it follows from this 
that the density of the lines of force in the air-gap is 
proportionately diminished. That which is most astonishing 
is the high saturation found in the cores of the armature 
in these machines, varying from 17,000 to 18,000 lines, and 
reaching in some Brush dynamos to a value of 25,000 lines. 
These saturations are necessary, partly to prevent the forma- 
tion of sparks and partly to produce the drop in voltage ; but 
they present the inconvenience of considerably augmenting 
the hysteresis losses, and thence heating the machine.* 
It is thus that in the arc-lighting dynamo due to the Wood 
system (7,000 volts), a temperature of 93* C. has been observed 

* These numbers must not be considered to be absolute, since they are often due 
to the survival of ancient customs in designing. The best proof is furnished that 
Mr, Henry S. Carhart's arc-light dynamo, in which the armature saturation amounts 
to 1 1,000 lines, works exceedingly well. (See "Theory and Design of Closed-Coil 
Continuous-Current Dynamos/' BUetrical World, 1894, pp. 113, 151, and 1S4 ; 
Lufftitre Elcdriquey vol. ii., 1S94.) 
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after a run of lo hours, the temperature of the dynamo-room 
being equal to 27° C. 

Besides the dynamos we have already considered possessing 
closed armature circuits, there remains a limited number of 
machines furnished with open armature ' circuits. To this 
•class belongs the dynamos of the Thmn^on-Homtotiy the Brushy 
and the Westinghouse Companies. 

Open windings are characterised by the fact that they 
form geometrical figures which are not closed. They com- 
prise, further, a smaller number of' sections than are. found in 
•closed circuits; lastly, they are connected with the commutator 
in such a manner that each section is -taken out of the circuit 
after the reversal of its current. 

On account of the limited number of commutator sections, 
there can be no question in this case of a constant current 
strength. However, the variations in the current are much 
smaller than might have been expected with such a small 
number of commutator segments. 

The greatest variations in the current are given by the 
Thomson- Houston machines, which possess only three com- 
mutator segments. The variation in this case amounts to 
20 per cent, above or below its mean value. In the Brush 
dynamo, possessing six brushes, the variation does not exceed 
2 per cent. 

A valuable property of open-wound dynamos lies in their 
large drop of voltage, thus permitting a great number of lamps 
to be simultaneously taken out of the circuit without any fear 
•of the current increasing dangerously. This property does 
not entirely depend, however, on the nature of the winding ; it 
is partly due to the small number of armature segments. 

We will now give a description of the most important 
dynamos belonging to these two types. 

(A) Dynamos with Closed-Circuit Arfuaturcs, 

Hochhausen Dynamo (Excelsior Company, New York). (Fig. 
145 and 146). — In this machine the displacement of the 
brushes is effected by means of a small motor, a, of 
which the field magnets are formed by the arms, 6 and b\ 
which may be detached from the poles. At the same time 
that the brushes are displaced a regulation of the armature 
windings is effected. For this purpose about 20 wires leav^ 



■eue of the coils and press against a contact piece which is 
4lisplaced at the same time as the brushes. The arrangement 
to effect the displace- 
ment, which presents less 
interest, is only figured 
schematically in the figure 
so as not to overload the 
latter with details. 

The most important 
part of the regulating 
apparatus is that consti- 
tuted by the relays, of 
which the coils, A (Fig, 
146), are traversed by the 
principal current. The 
spring, C, of the magnet 
Fig. 145. armature, B, is more or 

less stretched according 
to the current. At its mean position the lever, B, touches the 
■termiaals, i and 2, of the auxiliary motor. The current 
strength in the motor is, under these circumstances, equal 
to zero, and its armature 
remains stationary. If 
the principal current in- 
creases, owing to a num- 
ber of lamps being taken 
-out of the circuit, the 
spring is still further 
stretched, the contact at 
2 is broken, and a part 
of the principal current 
flows by way of the 
contact I through the 
armature of the auxiliary 
motor. A current in the 
■opposite direction is pro- 
duced when the principal Fig. 146. 
-current decreases, and 

the spring, C, is allowed to shorten, thus breaking the 
■contact I. As a consequence, in the first case the motor 
runs forward, in the second case backward. 

16 
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The switches, E and D, are used respectively when it is- 
necessary to demagnetise the dynamo by short-circuiting th& 
field magnets, and for short>circuiting the regulating arrange-- 
ment. 
This form of dynamo is often constructed for 5,000 volts. 
Wood's Dynamo (Fort Wayne Company). — In this well- 
known dynamo displaceable brushes are used. Fig. 147 gives 
a general view of the 
" mechanismusedtoeCfect 

this displacement. Of 
the eight gear wheels 
shown, the pinion i is 
keyed directly oa to the 
armature shaft. The 
pinions 2 and 2 are 
carried by a lever, G,. 
in such a manner that, 
when they occupy their 
mean position, they do 
not engage with the 
wheel 3 ; but when the 
position of the lever, B, 
is altered, one or other 
of these pinions engaged 
: • ;/ with that wheel in such 
3,-' '- .. ■■ a manner that the 

Fig. 147. brushes are displaced 

forward or backward.. 
The position of the lever, B, is regulated by the relay, A, 
traversed by the principal current. 

It is always very instructive to follow calculations con- 
cerning well-designed machines. In this case we have the 
following information respecting a dynamo for 25 lamps and. 
2,000 c.p. (Fig. 148) — see Electrical World, Feb. 9, 1895 : 
Voltage = 1,200 volts. 
Current strength = 10 amperes. 
Speed = 1,000. 

Armature : 100 coils, each of 57 turns ; wire No. 14 (Brown' 
and Sharp gauge) (1*63 mm. diameter ; section 2-07 square 
millimetres). Resistance between brushes = 7*2 wwhen warm.. 
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Volcme of iron = 5,550 cubic centimetres ; diameter of iron 
wire = 2-6 mm. 

Field magnets : 15 layers of 74 turns per bobbin ; wire 
No. 10 (Brown and Sharp gauge) (2*59 mm. diameter ; section 
5'23 square millimetres. Resistance of the whole four coils = 
2575 w when warm. 

Drop in Voltage. 

Volts, 

Drop due to resistance of armature ... = 10 x 7*2 = 72 

Drop in the field magnets = 10 x 1575 =■ i$y$. 

Drop in voltage due to armature reaction (estimated) = 70*5 



Total 

_ (1,200 + 300) 60 X 10* ' 
1,000 X 5,700 



300 




Fig. 14S. 



Saturation of tlte Magnetic Circuits. 
Coefficient of Leakage. 

Armature, 2 x 49-8 sq. cm 

Air-gj^, 907'5 sq. cm 

External circuit of the field magnets, 2 x 176 sq. c 



i6,oocr 
1.740 
7-650 
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WbHs. 

Armature: copper ... 72 x lo = 720 

Hysteresis {q - 0*002) 

X 20 = i6-66 X 10,658 X 5,550 X 10-^ = 100 

Field magnets 157-5 x ro = 1,575 

Friction (estimated) = 900 

Total 3,295 

Efficiency - ^'^-'^^ = 78'5 per cent. 

12,000 + 3,295 

Western Electric Company's Dynamo (Chicago). — The arma- 
tures are drum-wound, and comprise only a few coils. As 
a consequence, in order 
to avoid leakage due 
to the high voltage, 
this machine must be 
particularly well insu- 
lated. The construc- 
tion of the overhanging 
commutator in regard 
to details is not irre- 
proachable ; thus the 
segments are screwed 
on a wooden hub. The 
voltage is regulated 
by the displacement 
of the brushes. The 
mechanism employed 
KiG. 149. is represented dia- 

gram matically in Figs. 
149 and 150 ; it was designed by M. Sperry. 

B is a nut. The sleeve, C, is keyed on the screw, G. The 
springs, H and H', are connected together, and are furnished, 
at their middle points, with metalhc projections, which will 
be displaced along with the springs, H and H', and engage 
or disengage with the catches, D, D'. The position of the 
springs is regulated by the electromagnet, J, traversed by 
the principal current ; this regulation is effected in such a 
manner that the catches, D D', may be, in their mean position, 



in contact with the wheel, C, and the nut, B. When, on the 
contrary, the current strength decreases, the springs are pulled 



-sa: 



toward the left, the catch D is disengaged, and the nut, B, is 
arrested by friction. The screw, G, is thus turned, and con- 





sequently displaced from left to right. The opposite happens 
when the catch D' is disengaged. The movement of the 
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screw, G, is transmitted by means of a system of connecting 
rods. 

The Standard Company's Arc Lamp Dynamo.— The armature 
is constructed like that in a Siemens dynamo possessing 
interior poles- It may be observed that the bolts which pass 
through the midst of the armature are not insulated. Nevertheless, 
no undue heating can be observed. The mechanism for the 
regulation of the brushes is very original (see Fig. 151 
a and b). Its action depends on the attraction of an iron 
lever, K, suspended between the poles, and connected with 
the displacement mechanism. The sensitiveness of this 
arrangement decreases with the degree of saturation of the 
iield magnets. 



Over the rack, C, which is connected with the brush-holders, 
moves a rocker. A, to which an alternating motion is imparted 
by the crank, D. According to the position of the rack, C, 
one or the other of the pawls, B and B', may engage with 
the rack, thus displacing it in one direction or the opposite. 
(B) Dynamos with Open-Circuit Armatures. 

Thomson-Houston Dynamo. — Figs. 132 to 154 give views 
and sections of this machine, so remarkable in the history of 
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the dynamo. The i'5 kw. and 15 kw. types are furnished 
-with a drum winding, following the scheme shown in 
Fig- 155; the 17-5 kw. and 25 kw. types have a ring winding 
■<Fig, 156). The scheme of the connections between the 
regulator, the brushes, and the external circuit is shown in 



Fig. 157. On the commutator, consisting of three sections. 
Tub four brushes, of which each one may be independently 
-displaced ; further, the pairs, H j and Hj J„ are respectively 
■connected through resistances. The second brush is intended 





■simply to diminish the time during which a coil is put out 
of the circuit. Without this arrangement each coil would 
be removed from the circuit during two-thirds of a revolution 
of the armature shaft. The maximum angle between two 
brushes is, when the machine is working normally, about 
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60% and it is reduced by means of the regulator, B, when- 
ever the external resistance diminishes. 

For the normal position of the brushes, two armature- 
sections will always be connected in parallel, the thifd 
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section being connected in series with the combination so 
formed. The relay, C, of which the contact lever, due to- 
the variation in the current strength, is constantly main- 
tained vibrating, is connected in series with the solenoid. A, 
and traversed by the principal current. The resistance, E, 
•■ has for its object the prevention 

of excessive sparking when th& 
relay circuit is interrupted. 

We may further notice that 
the commutator is furnished with 
a " blower," to diminish the 
prejudicial action of the sparks 
naturally produced. 

However bi-arre may be the 

^"= '57- means employed in this dynamo- 

in order to arrive at the desired 

end, it cannot be denied that it works very well in practice. 

Brush Dynamo, — This machine, which is at least as ancient 

as that due to Thomson- Houston, presents a double interest : 

firstly, from the point of view of its construction, which 

permits'Jof the removal of the armature without dismounting 
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the field magnets ; and, secondly, in connection with its 
winding. 

We will here occupy ourselves only with the winding; 
constructive details will be given in Chapter IX. These 
dynamos are made with six or with eight brushes. The 
overlapping of the commutator segments in this machine 
is designed to produce the same effects as the double brushes 
of which we have already spoken. It follows from the 
Diagrams 158 and 159 that each double coil is put out of 



circuit during one-eighth of a revolution when the dynamo 
possesses four brushes, and during one-twelfth of a revolu- 
tion when six brushes are used. With a winding of twelve 
armature sections, three of them are grouped in series for 
any position whatever of the armature, two being connected 
in series when the number of armature sections is four. 

In studying the diagram with attention, it can be seen 
that the voltage decreases all the time that a section is put 
out of the circuit. As, before the interruption, two sections 



250 CONTINUOUS CURRENT 

are always connected in parallel, it follows that the one 
which remains in the circuit receives nearly all the current 
when the interruption has just taken place, so that only a 
relatively small amount of sparking occurs. 

B. Dynamos for Three-Wire Distribution. 

The distribution of current in large electric light installa- 
tions is generally effected on the three-wire system (Fig. i6o). 



N 



■of which we have given some details on p. 104. In spite of 
the increased expense due to the use of two generators, this 
system gives excellent results because of the economy which 
may be effected in the copper of the conductors. It presents, 
however, a certain inconvenience. Indeed, whatever may be 
the care taken in the original arrangement in order to equalise 
the load on the two circuits, we cannot avoid at certain hours 
of the day the production of very different currents in the two 
branches of the circuit. Therefore, in order to avoid the 
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necessity of running one of the dynamos on open circuit, we 
connect the positive pole ( + ) with the negative pole (-) 
<Fig. 161), and we employ the neutral wire as the return. It 
goes without saying that we cannot proceed in this manner 
unless the total output is yery small, since, in the contrary 
case, the loss in the connecting wire would be too greatly 
increased. 

In order to obtain the advantages in working accruing to 
the use of a single dynamo, together with those due to the 
employment of the three-wire system of distribution, several 
dynamos have been constructed in which the current supplied 
by a single machine may be divided in the necessary manner. 

In 1893, Mr. J. A. Kingdon patented a dynamo of this 
description. It will not be described here since it presents 
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few interesting features (see Lumiere Electrique, March 24, 
1894). A real progress has, however, been effected by Dettmar 
and Rothert; the process used is analogous to that due to 
Kingdon (see Elektrotechnische Zeiischrifi, 1897, p. 230). This 
machine comprises three brushes and four poles, the two upper 
of these latter possessing a polarity opposite to that of the two 
lower. The section of the armature core must therefore take 
such a form (different from that found in ordinary four-pole 
machines) that it can gather up the whole of the lines of force 
leaving a pole. The excitation is effected in such a manner 
that the magnets Nj Si receive their current from the brush 
O + , whilst the magnets N2 Sg are supplied from O - . 

Suppose, for an instant, that the brush O is raised ; the 
armature reaction will produce an enfeeblement of the poles 
Ni Si, and a reinforcement of the field due to Ng Sj. In that 



252 



CONTINUOUS CURRENT 



manner the voltage between O and + is augmented, and that 
between O and - diminished. 

It follows that for the excitation of the field magnets N Sg^ 
the voltage on open circuit must be taken into account. 
When the third brush is lowered, we shall obtain, according 
as the one or the other branch of the external circuit is over- 
charged, a reduction in the field strength of Ni Si, or an 








Fig. 162. 



increase in the field strength of N^ Sg. For this reason it is 
rational to furnish the poles Ni Si with a compound winding- 
Otherwise we may include a regulating resistance in each 
of the two windings arranged in parallel. 

A dynamo of this kind, of 2 x no volts at 340 amperes, 
worked for several months at the Industrial Exhibition 
in Berlin, in 1896. Experiments have shown that we may 
maintain the voltage constant, even when one of the circuits 
carries no current. This arrangement is not alone applicable 
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-when the machine possesses four poles ; it may be used with 
any greater number of poles. 

A similar result is obtained automatically in the dynamo 
due to M. Dolivo Dobrowolsky (see Electnciatiy April 7, 1894) ; 
however, a sufficient regulation can only be obtained in this 
machine when the differences are not above 15 per cent. 

The principle underlying the construction of this dynamo 
may be easily understood by reference to Fig. 163. The 
central wire is connected to a coil, D, which possesses a 
small resistance but a large self-induction. As a conse- 
quence, when the dynamo revolves, an alternating current 








Fig. 163. 



Fig. 164. 



of small strength will be produced, its smallness depending 
on the self-induction of the circuit. On the other hand, a 
continuous current of any magnitude can flow through it 
without obstacle. 

As it is not always practicable to place the inductive coil, 
D, in the interior of the armature, M. Dolivo Dobrowolsky 
employs, in that case, a second arrangement (Fig. 164), in 
which the coil is placed separately, and connected with the 
armature by means of two rubbing contacts. (A description 
of a dynamo built on this principle will be seen in 
Chapter IX.) 
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CHAPTER VIII. 

Parts of Continuous-Current Dynamos. 

A. The Armature. 

I. The Shaft. 

The author has often been able to observe that the shafts 
of dynamos made according to the ordinary rules, sometimes 
break after having been used for only a short time. Thus 
five cases occur to our recollection where the shafts of 
dynamos have broken after working for an interval of from 
14 days to a year, without any explanation being suggested 
by the usual data as to the strength of the material used, 
since the maximum forces were always well within the 
limits of elasticity of the substance. 

Some years ago, Herr Frederic Autenheimer (then director 
of the Technicum de Winterthur, but since deceased) pub- 
lished a most interesting study on the capacity for work 
of materials of construction, in which the strength of materials 
was examined from an entirely new standpoint.* The author 
of the present work proposed to himself to verify that theory 
in relation to a great number of broken shafts, and thus to 
acquit himself of a debt of gratitude toward the memory of 
a distinguished savant^ by explaining the applications of that 
theory, or at least its essential principles, particularly in 
application to the shafts of dynamos. t 

We must, it is true, make certain reservations in respect to 
the conclusions drawn from this theory, since it only applies 
to shafts whose diameters are constant, whilst in calculations 

*More circumstantial information may l)e found in Bulletin des Venins them, 
Schnler dts Technicum Winterthur^ May, 1S94, as well as in a memoir by 
J. Fischer Hinnen, ibid., February, 1895. 

t It is only just to say that the work of Wohler and other engineers had already 
prepared the way for this theory. See especially the work of J. J. Weyiauch, 
'* Stability des constructions en fer et en acier et calcul de leurs dimensions," 
translated and annotated by Michel Svilokossitch, Paris, 1888. 
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applied to dynamos possessing ordinary shafts we must make 
use of certain coefficients suggested by experience, the 
determination of the exact valueis which should in these cases 
be used being unfortunately impossible at the present time. 
We will nevertheless apply this theory, because it permits us 
to take into account the nature of the consumption of energy 
in materials for construction with greater certainty than can 
be done by the aid of the ordinary theories of the strength of 
materials. 

When we submit a bar of length L to a stretching force Z 
per square centimetre (Z being inferior to the limit of 
elasticity of the substance) the bar will be lengthened by A L,. 
and we may write 

AL ^ Z 
L E 

£ being the modulus of elasticity of the substance employed. 
The work accomplished during that lengthening is given by 

» = i A L . Z, 

whence, in substituting the value of A L, we have 

^ E 

As soon as the stretching force ceases to act it may be 
considered that the bar returns to its primitive length, or 
rather (and it is this point that distinguishes the theory of 
Autenheimer from the older theories), the bar will be found in 
the end lengthened permanently by a small amount imper* 
ceptible to the eye. 

The phenomenon is repeated at each change in the 
direction of the applied force until the lengthening becomes 
equal to that due to the breaking stress. 

Let a = K ~ Z^ =* the quantity of energy lost at each 

£ 

reversal of the applied force, the total loss of energy will be 

(determining it by means of the breaking stress and its 

corresponding lengthening) 

A = N ^', 

N designating the number of reversals to which the bar may be 
subjected before it is broken. 
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When the applied force varies between Z^ and Z^ (in the 
case of the shafts of dynamos Z^ is equal to the stress due to 
both torsion and flexure, whilst Zg corresponds to the stress of 
torsion alone), M. Autenheimer has shown, taking account of 





-L ^aJLA 



Fig. 165. 



the time during which a change takes place, that for shafts 
of constant diameter 



7 2 __ 7 2 

A = cN ^1 ^^^ t 



(113) 



In this formula — 

A = the capacity of work, in kilogrammes per centimetre 

cube = about 7*2 for shafts in wrought iron, and about 

6*3 for shafts of cast steel ; 
c = a coefficient = 0*00094 for wrought iron, or 0*00055 for 

cast steel ; 
N = total number of changes in the direction of the applied 

force which the shaft can resist before breaking, being 

equal to twice the number of revolutions of the shaft ; 
E, the modulus of elasticity = 1,800,000 for soft iron, and 

2,100,000 for steel ; 
t = the duration of a change in the direction of the applied 

force, expressed in hours. 

For shafts whose diameters vary, we must, according as the 
passage from one diameter to another is more or less abrupt, 
divide the number A bv a coefficient which varies between 
10 and 40. The experiments of Wohler, executed during 
about 40 years on shafts, some of which were used con- 
tinuously whilst others were occasionally allowed to rest. 
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Slave shown that the time which elapsed before rupture took 
place was, with shafts of variable diameter, from yV to 4V of 
that when the shaft had a constant section (see note at 
bottom of p. 254). In taking account of these facts by the 
introduction of the coefficient 20, the latter appears to be a 
rather remote approximation to the proper value; but we 
must not lose sight of the fact that the diameter of a shaft 
will only depend on the sixth root of this number. In taking 
the coefficient two or three times too large we will only 
commit an error of about 10 per cent. 

Equation (113) shows that for the calculation of the ^*life" 
of a shaft, it is not the tension Z^ which must be taken into 
account, but the difference Z^ - Z^, 

In calculating the value of Z^ - Z^ for different sections 
of the shaft, it will become evident, as indeed has been shown 
by experience, that the shafts of continuous-current dynamos 
generally break between the commutator and the hub of the 
armature — that is to say, in a place where the torque is equal 
to zero, or, in other terms : In calculations respecting the 
shafts of dynamos, it is not the torqm, but the bending moment 
which must be taken into account, (See also American Machinist, 
No. 47, November 22, 1894. The rupture of the shaft which 
is there related could have been anticipated with a certain 
exactitude by the aid of Autenheimer's theory.) 

In a large number of continuous-current dynamos, ranging 
from 7 h.p. to 260 h.p., we have found, for the part of the 
shaft mentioned above, the following mean values : 

Zo H.P. I 
1 = 80,000 -. 

n d^ 
Z.i ~ o. 

In the first formula, H.P. = the number of horse-power 
n denotmg the speed of the machine. Moreover, we have 



2 n 60 

Substituting these valuations in equation (113), we obtain, 
.assuming a mean ** life " of 30 years for a shaft : 
For shafts of wrought iron 

d ^ 20 l/^'^' = 23 ^A-, in centimetres . (114) 

17 
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For steel shafts 

d - 18 y^-?: = 21 x/— , in centimetres . (115)' 

In these formulae d denotes the diameter of the part of 
the shaft where the total energy consumed is a maximum — 
that is to say, at the part of the shaft enclosed by the 
commutator centre. The dimensions in the bearings could, 
be made smaller. 

Examples Relating to Equations (114) and (115). 

Oerlikon Dynamos. 





H.P. 


n. 


d (calculated). 


(i (executed). 




7*1 


1,200 


33 >"»"• 


40 rnm. 




15-5 


. 1,000 


45 


50 




30 


900 


58 


56. 




59 


700 


79 


75 




95 


500 


105 


100 




260 

« 


200 

• 


180 


140* 



* In use this shaft was found to Ix; too weak ; it gave origin to an exaggerate<I 
l)ending. 

All these shafts were of steel. 

The formulae (114) and (115) in general give shafts too 
weak for small outputs, and shafts too strong for large 
outputs. In fact, shafts with a small diameter should have 
the calculated values increased, because in that case the force 
due to magnetic traction, arising from faulty construction (for 
example, from eccentric boring or a defective arrangement 
of the conductors), will exercise an influence much more 
important than when the shaft is large. We will return to 
the force of magnetic traction at the end of this sub-chapter. 
It goes without saying that the formula (114) and (115) can 
only serve for an approximate predetermination, and that a 
subsequent verification is always necessary after the armature 
has been designed. In the case of continuous - current 
dynamos, we might assume a force of 450 kgrm. to 550 kgrm. 
per square centimetre, with a normal bending of ^jsS", S designat- 
ing the distance of the armature from the field magnets. The 
bending of a large number of dynamos actually constructed 
has been found equal to from o"oi cm. to o'o6 cm., the bending. 
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forces corresponding to from 100 kgrm. to 550 kgrm. per 
square centimetre. In larger machines it is usually from 
400 kgrm. to 500 kgrm. 

The dimensions of the other parts of the shaft depend on 
the diameter of that part inside the centre of the commutator,. 

The diameter of the shaft at its centre point is generally 
greater by some, millimetres than its diameter in the com- 
mutator. For the diameter of the shaft within the bearings^ 
we must take into account the distance between the bearings 
and the clearance allowed. We might effect a sufficient 
approximation by arranging that the diameter of the shaft is 

in small machines = 1*3 to 1*4 times the diameter in the 
bearings ; 

in large machines = I'l to I'l times the diameter in the 
bearings ; 

this bearing being the one situated nearest to the pulley. 



<^^±^ 




The length of the bearings should be made of a sufficient 
magnitude, since in the contrary case the oil has a too free 
path along the shaft. Thus it may often be observed that in 
bearings furnished with a small lubricator, the store of oil will 
be exhausted in the space of a few minutes. 

The armature should be fixed on to the shaft by the aid of 
either a single large key or two smaller ones. We should use 
two keys when the metal used is bronze, and when their 
thickness should be reduced on account of the price of the 
metal. Insufficient care is often devoted to this part of the 
subject of dynamo design. 

Certain observations made by the author on electric motors 
for tramways, in which the stress on the keys is, it is true, 
as unfavourable as possible, have led to a closer examination 
of the tables in use for the determination of the dimensions 
of keys. It has been found that the dimension of keys used 

17* 
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in ordinary machines are not well adapted for use in 
motors. The principal fault to be found with them is in 
connection with their height, which is too great for a bronze 
hub, whilst the dimensions of keys calculated for cast iron 
are too small for bronze. As it is necessary to possess some 
uniform system, and as, moreover, a certain number of Swiss 
and German firms have adopted the system of M. Julius 
Romele, of Fribourg (Baden), it would be well to adopt their 
system for electric machines, to arrive, in the end, at a 
greater unification. We will use this under the modified 
form presented in Table XII. 

The modification consists in recommending, for example, 
a key of i8 mm. by 32 mm. for use, with shafts from 11 1 mm. 
to 120 mm. diameter, instead of with those of from 120 mm. 
to 124 mm. diameter, as recommended by M. Romele ; other- 
wise, M. Romele*s dimensions have been maintained through- 
out. This method, if adopted, would entail the advantage 
that keys could be purchased ready made of standard sizes. 
The length of the key is determined by admitting a maximum 
stress of 4 kgrm. to 5 kgrm. for cast-iron hubs, and 3 kgrm. 
to 4 kgrm. for bronze ones. If circumstances permit, it is 
advisable to work below these figures. 

Force due to Magnetic Traction, 

To determine the force due. to magnetic traction arising 
from wear of the bearings, bending of the shaft, etc., we will 
make use of the following approximate method. We will 
suppose, for example, that the centre of the armature of a 
four-pole machine (Fig. 167) is displaced from its proper 
position through a small distance x. The first consequence 
of this displacement will be a modification of the density of 
the lines of force at the four poles due to the resulting 
alterations in the magnetic resistance in different parts of 
the circuit. In order to ayoid unnecessary complications, 
we will suppose that the air-gaps of the poles II. and IV. 
are unaltered ; we may, therefore, alone occupy ourselves with 
the alterations of poles I. and III. 

Let B be the density of lines in the air-gap, before the 
displacement ; 
S be the section of a pole ; 
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S be the breadth of the air-gap ; 

B, and Bj the densities after the displacement of the 
armature. 
The magnetic resistance of the iron, which might be con- 
sidered to be constant for a small variations in the lines of 
force, could be expressed as a fraction of the resistance of the 
air by writing the total resistance = a x resistance of air. 
We shall then have 




The force of magnetic traction will therefore be, according 
to Maxwell's equation, 

^_._B<S C ^Su )■-. 
25 X 10" ^2 ^ a + at' 



Z3 



_ B^ S / 2 ^ n y 

25 X 10* '■2 (f a - x' ' 



The downward force which will be exercised will con- 
sequently be (neglecting x^ in comparison with 4 6* a*) 
B'S X , 



Z - Z, 



25 X 10" da 



(116) 
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The constant A is, in the case we are now considering, equal 
to 2. 

In making a similar calculation for the case where the 

•centre of the armature is displaced at an angle of 45" with 

respect to the axis of the field magnets, we should find 

A = 2*8. For any given number of poles we might make use 

•of the following table. 

Table ok Values of A. 



Number of Poles. 


A. 




4 


2 




4 


2-8 




6 


6 




8 


9 




12 


15 




16 


20 



Remarks. 



Displacement along axis of field magnets 
Displaced along neutral line 

axis of magnets 

neutral line 



»» 



if 









if 
If 



Example, — Let us suppose that the shaft of a four-pole 
50-kw. dynamo, possessing a crown of poles in two pieces, is 
bent by 0*5 mm. [x = 0*05). 

The weight of the armature = 800 kgrm. Further, S = 
•o'5 cm.; a = 2 ; S = 950 square centimetres; B - 7,000. 

In this case A = 2*8. 

We therefore have 

Z = Zi §5 . — lA_ 2*8 =» 260 kilosrrammes. 



25 X 10' 



o"5 X 2 



= one-third weight of armature. 

(We can easily see that this number might be doubled when 
-the bushes are worn.) 

In symmetrical bipolar machines, a displacement of the 
centre of the armature parallel to the axis of the field 
magnets gives rise to no notable modification of the lines 
of force; thus, in this case, no tractive force is produced. 
But the case is different when the displacement is parallel 
to the neutral line. 

When the field magnets are not arranged symmetrically, 
.as is the case in dynamos with horseshoe field magnets 
<Fig. 168), the magnetic axis is found to be situated a little 
below the horizontal line a 6, on account of the variable 
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length of the lines of force. The downward tractive force 
thus produced will be equal to 

Z » 2 Zj sin a. 

In this formula it remains to determine a. 

When the journals are not cast in one piece with the 
bedplate, we could easily obviate this inconvenience by 
raising them by means of wrought-iron wedges. In this- 
manner we could, in certain cases, compensate for a certain 
part of the weight of the armature. In four-pole dynamos,, 
carrjnng more than two brushes, this method is not always. 




Fig. 168. 



applicable, since in that case the different circuits may be- 
unequally loaded. We should use this method only when 
the armature is furnished with a wave winding (Figs. 16,. 
28, and 29). The magnetic tractive force exercises a most 
important influence in the case of very large dynamos 
worked by steam - engines, in which the centre of the 
armature will be displaced at each stroke of the piston^ 
Dynamos of this kind should, in consequence, have an air- 
gap sufficiently broad, or the intensity of the field should 
be reduced proportionately. The same result is attained in- 
the workshops of J. Farcot, at Saint-Ouen, by a particular 
disposition of the field magnets, all the poles of the same 
sign being arranged on the same side of the armature (sec- 
Chapter IX.). 
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Equation (116) shows that the magnetic tractive force 
increases, with a given length of the armature, a little more 
rapidly than in proportion to the diameter. But as the 
weight of the armature increases very nearly as the square 
of the diameter, the influence of the magnetic traction 
diminishes as the dimensions of the armature are increased. 

2. Bearings. — {A) Ordinary Bearings^ 

The length of the bearing depends on the admissible 
dissipation of energy by frictional heating, per square centi- 
metre of the bearing surface (or specific dissipation by 
heating). 

Let us denote by 

dy the diameter of the shaft in centimetres ; 

/, the length of the bearing ; 

P, the pressure on the bearing, resulting from the weight 

of the armature and the pull of the belt (see p. 55) ; 
/, the coefficient of friction ; 
A, the specific dissipation admissible, per square centimetre. 

In order that the bearings should not be heated, we must 
have 

60 X 100 ~~ 

or, l>J^Ll^ (117) 

~ 1,900 A 

f will vary according to the nature of the oil used and 
the speed employed, between 0*05 and o'o8 ; A should not 
be greater than i kilogramme-metre per square centimetre,, 
and it is only when the lubrication is very good that we could 
allow a value of A = I'l to i*2 kilogramme-metre. 

Generally we take ' 

For very small machines / = 3*5 rf to 4 rf 

For medium-sized machines / = 2*5 dto^d. 

For large machines I - 2d to 2*5 d 

Almost all modern dynamos are furnished with one or two 
and sometimes more lubricating rings, arranged along the 
bearing. Experience has shown that we can with a single 
lubricating ring thoroughly lubricate a bearing whose length does- 
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Water- jacketed liearing of a 
ilynamo oF i.ooo h.p , designeil 
1)y the Aulhoi and maile at the 
works of J. Knrcot. 
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not exceed 400 mm. {for dynamos of from 200 h.p; to 
250 h.p.), but it is rational to use two rings, even for 
bearings shorter than the above. 

In constructing bearings, account must be taken of the 
following considerations : 

1. The bushes should be interchangeable and in bronze,* 
or in cast iron lined with anti-friction metal. 

2. The lubricating rings should be accessible, so that their 
working may be controlled. 

3. It should be possible to introduce the lubricating oil with 
rapidity and in abundance, in case the lubricating rings should 
cease to act. 



4. The rings should be made of a non-magnetic metal, and 
not too far immersed in the oil. Unless these precautions are 
attended to, their speed will be diminished and the heating 
increased. 

5. The oil reservoir should be as deep as possible, so that 
the metallic dust suspended in the oil may have an opportunity 
of settling. 

6. We should avoid making the bearing in two pieces, so 
disposed that the oil can escape between the upper and lower 
portions. 

These conditions are complied with in all respects by the 

type of bearing with four rings (Fig, 169) made in the workshops 

* It will be maile of bronze when we have reason to feac a leakajje of lines of force 
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of J. Farcot, at Saint-Ouen, for a machine of i,ooo b.p. and 

360 revolutions. The last condition, in particular, is satisfied 

by disposing the surface on which the cap of the bearing rests, 

a little above the line of 

separation of the two parts 

of the bush. 

Another advantage of this 
bearing is due to the fact 
that the upper part of the 
journal is in a single piece, 
and is very solid. Note, 
finally, that the bottom of 
the bearing box is cooled 
by a current of water cir- 
culating parallel to the axis. 
Figs. 170 and 171 represent 
two large bearings, of which 
one is furnished with three 
lubricating rings, and the 
other with two. The first has been employed by the 
Company of Fives-Lille, at Givors, for a machine of 600 h.p. 
making 300 revolutions (see description in Chapter IX.}; the 
other by the General Electric Company, of New York. 




Fig. 17 




In the United States the tendency is often found to design 
the bearings, after the example of Sellers, in such a way that 



they can be adjusted in any position. This is the case with a 
bearing constructed several years ago by the Westinghouse 
Company (Fig. 172). To avoid 
the necessity of spherical boring, 
which is hard to perform, the 
Crocker- Wheeler Company, who 
construct small motors, fill the 
space between the bush and the 
body of the bearing with a 
fusible composition (Fig. 173). 
A simple bearing of this kind 
is constructed by the Actien- 
Gesellscha/t Si'icks. EUctriciiats- 
werke, formerly Poschmann and 
Company. Other t3'pes of 
!'"'•=■ '73' bearings are described in Chap- 

ter IX. 
American constructors often employ an excellent plan in 
order to obtain absolutely true bushes ; a similar plan has 



been used for the last five years at the Oerlikon workshops. 
For this purpose the bushes are not drilled, but an alloy is 
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poured around a core placed along the axis of the bush,, and 
which may be displaced in a guide, a (Fig. 175). At. the 
extremity of. the cylindrical portion this core is furnished with 
a.sharp edge, /, and a cone, d. The cylindrical portion has a 
diameter equal to that of the aperture required. After the 
alloy has been cast, it is allowed to cool a little, and then the 
core is revolved. The surface of the cushion is finally left verv 
hard and polished like a mirror. 




Fig. 175. 

This method presents great advantage when it is necessary 
to replace a bush. 

(B) Ball Bearings ajid Roller Bearings. 

The numerous applications which have been made of ball 
and roller bearings have naturally attracted the attention of 
dynamo makers. However, attempts which have been made 
in this direction have not always been crowned with success. 
It appears, therefore, that some attention to the particulars 
concerning these bearings may be useful. 

The principal difficulties encountered in the use of ball or 
roller bearings are as follows : 

1. The necessity of avoiding the noise produced by the 
great speed with which the shafts turn. 

2. The insecurity of working due to the possibility of the 
crushing of the balls. 

3. The high prices of ball or roller bearings. 

It must also be added that the friction in bearings of this 
class is, in the general case, greater than that which one 
would be led to expect from the catalogues of some of the 
makers* 

The two first-mentioned faults are found most noticeable 
when the balls or rollers touch, since in that case the 
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relative velocity of the surfaces touching is doubled. As a 
consequence, bearings so constructed will not be found 
suitable for dynamos. In more recent bearings it has been 
attempted to avoid rubbing friction, substituting rolling 
friction in its place. 

Supposing that this condition could be fulfilled, the loss 
due to friction, for a pressure P, could be determined in the 
following manner : 

p, ^ 0-05 P . 

R being the radius of the rollers in centimetres. 

This formula is applicable to the rolling of iron railway 
carriage wheels on iron rails, where R = about 50 cm. 
For hard rollers and bushes carefully polished, the frictioH' 
could perhaps be taken three or four times smaller. 

Suppose, then, that the diameter of the shaft = 5 cm. and 
that of the rollers = 075 cm., we shall have 

F = -^5_P ^ 0-022 P, 
075 >< 3 

whilst, for ordinary bearings, P' = o'o6 P. 

Moreover, the respective velocities of the periphery of the 
shaft and of the centre of a ball are in the ratio 2:1. Hence 
the friction is, in the most favourable case, equal to 

^:^ i = 0-183 
o-o6 ^ ^ 

of that in ordinary bearings. . 

However, since it is almost impossible to entirely avoid 
rubbing friction, the true ratio is less favourable. 

The Roller Bearing Company, who have studied this- 
subject very completely, and whose bearings are amongst the 
best on the market, have found that the reduction of friction^ 
is be|tween 15 and 20 per cent, during the movement, and 
from 60 to 80 per cent, at the instant of starting. On the 
other hand, the expense of the lubricating oil is reduced 
by 25 to 50 per cent. 

According to the information supplied by that company, the 
rollers of a bearing on which the pressure is 6,000 kgrm. 
and the shaft makes 300 revolutions per minute, should have^ 
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a length of 20 cm. For smaller bearings with shafts of' 
from 5 cm. to 10 cm, diameter, the length of the rollers varies' 
between 2"r and i*6 of the diameter of the shaft. The number 



of rollers is from seven to eight. Figs. 176 and 178 show some 
types of roller and ball bearings. 

Fig. 176 shows a bearing designed by the author, and is 
employed in the machine of 4'5 kw. described on p. 173, To 



hinder the occurrence of contacts between the balls, these 
latter are contained in a bronze socket pierced with holes. 
The case is designed to prevent the sliding of the shaft in a 
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■direction parallel to its axis. The oiling may be effected 
■either by the means of a dropping lubricator, or by immersing 
the disc, B, in the oil reservoir, C. 

In the bearing of the Roller Bearing Company {Fig. 177) 
"the balls are replaced by rollers which can endure a greater 
pressure without injury. A suitable modification of this 
bearing is well adapted for use with railway carriages, notably 
-when the pressure does not exceed 400 kgrm. for each bearing, 
and when the speed of the axle is limited between 60 km. and 
100 km. If the diameter of the wheel is about i m., the 
corresponding Speed is 320 to 530 revolutions per minute. 




Fig. 178 



Mr. W. Bayley Marshall, in a paper read before the British 
Association at Toronto, recommends that these bearings 
should not be made to carry a load of more than 2 cwt. per 
lineal inch with rollers of | in. diameter. As the load increases 
with the square of the diameter, rollers of li in. may support a 

load of ( "T ) < 2 - 8 cwt. per lineal inch. 

In the type shown in Fig. 178, patented by M.-G. Philippe, 
-of Paris, the rubbing friction is avoided in an ingenious 
manner by means of intermediate rollers. To fulfil this con- 
dition we must have 

O : H - C : D. 

(C) Footstep and Collar Bearings. 
Dynamos with vertical axes are often designed to be coupled 
.directly with turbines. In many cases the construction of 
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the turbines is adapted to compensate for the weight of the- 
moving parts by the hydraulic counter-pressure, and the 
construction of the bearings is in this manner considerably 
simplified. This arrangement is often preferable to the 
others. But there also exist exceptional cases where the 
constructor of the dynamo must arrange to compensate for 
the weight of the armature, which is not always possible 
by the use of a footstep bearing, since the weight and the 
speed are often considerable. 

At the Oerlikon workshops a simple and elegant solution of 
this problem has been effected in many cases ,by employing 
magnetic pivots (Swiss Patent No. 7,610, November, 1893),. 
of which the calculation may be effected by the aid of 
equation (87). (The firm of J. Farcot, at Saint-Ouen, Seine, 
has patented (No. 239,191, June 11, 1894) and employed with 
success a most simple arrangement, which presents the 
advantage, among others, that hysteresis losses in the plate- 
which is keyed on to the shaft and attracted by an electro- 
magnet supplied with a single winding are avoided.) 

To be sure of success the following precautions should be 
attended to : 

1. The force of magnetic attraction depends on the square 
of the interpolar distance. As a consequence we must 
exactly limit the free play, whether downwards or upwards^ 
by the aid of an appropriate footstep bearing ; this precaution 
is the more necessary when the beams carrying the dynamo - 
are rather light and exposed to bending. 

2. The case of the turbine is deformed by the pressure of 
the water, in such a manner that the pressure transmitted 
to the pivot is in reality much greater than the weight of the 
armature together with that of the shaft, and, eventually, that 
of the turbine. 

As a consequence, we should, in every case, include in the 
magnetic circuit of this arrangement a regulator which allows- 
us to modify the current strength between limits sufficiently 
remote. 

For footstep bearings, Mr. J. J. Reiffer has given the fol- 
lowing table ("Einfache Berechnung des Turbinen," published 
by A. Raustein, Zurich). The diameters given are only 
applicable to footstep bearings in which, as well as in the 
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contact plate, small holes of from 5 mm. to 10 mm. have been 
pierced. 

Footstep Bearing (Diameter in Millimetres). 





Force 




Revolutions 


per Minute. 




















in Kilogrammes. 


Up to 
120 














1,000 


150 


200 


300 


400 


500 




40 


42 


46 


53 


59 


63 




2,000 


58 


60 


65 


75 


83 


88 




4,000 


83 


85 


92 


103 


118 


125 




6,000 


100 


102 


112 


130 


143 


152 




8,000 


114 


118 


130 


150 


'^5 


176 




10,000 


130 


133 


146 


167 


184 


— 




12,500 


145 


150 


165 


190 


— 






15,000 


158 


160 


178 






— 




17,500 


172 


175 


— 


— 


— 


— 




20,000 


185 


" 




m^m^ 


~ 


^IMM 



When the turbine is suspended from the dynamo, the 
preference must be given to a collar bearing. A bearing of 
this nature is represented in Fig. 246. The weight suspended 
was, in this case, equal to 350 kgrm., the number of revolu- 
tions being equal to 1,200 per minute. The collar had the 
following dimensions : external diameter = 92 mm., internal, 
diameter « 44 mm. An experiment extending over two hours 
has shown that a motor furnished with a collar of this nature 
could work without undue heating and without a magnetic 
pivot; the dissipation allowed was 1*3 kilogramme-metres 
per square centimetre. For normal working we need not^ 
however, exceed a value of i to i'2 kilogramme-metres. 



Ordinary and Grooved Pulleys. 

The thickness of the belt is given by the formula 

H.P. 



g ■= 



m centimetres. 



y b V 

In this formula we have designated by 
H.P. the horse-power transmitted ; 

b, the breadth of the belt in centimetres ; 

V, the speed in metres ; 

y, a coefficient which is, according to M, Reuleaux, 

For hide belts = o'lGto 0*30, 

cotton belts = o'li to o'2i, 

caoutchouc belts... = 0*15 to 0*25. 

18* 



(ii8> 



99 



99 
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Simple belts have a thickness of from 4 mm. to 6 mm., 
double belts a thickness of from 6 mm. to 15 mm. ; cotton 
or camel-hair belts sometimes have a thickness amounting 
to 18 mm. 

The speed at which belts may be driven are — 

For small dynamos, about 8 m. to 10 m. 
„ medium-sized dynamos, about 12 m. to 16 m. 
„ large dynamos, about 20 m. 

American makers, however, admit a speed of 25 m. and 
more. 

It is not advisable to calculate the diameter of the pulley 
from the speed and thickness of the driving belt. This method 
of procedure is wrong, because the ordinary formulae take no 
account of the slipping of the belt. It is preferable to calcu- 
late the pulley from previous practical experience, and for this 
purpose the following empirical formula may be used : 

h a C "'P' (119) 

V 

Table XIII., which will be found at the end of this book, 
gives the mean values of c ; this table has been constructed 
from figures furnished by seven well-known dynamo firms 
(Thomson - Houston, J. Farcot, Westinghouse, Crocker- 
Wheeler, Oerlikon, Ganz and Co., Schuckert). As far as 
concerns the last number in that table, it may be observed 
that it applies to a steam-engine driving a sufficiently large 
transmission pulley. On the other hand, for dynamos it is 
not advisable to go below a minimum value of c = 5. 

For machines whose output is less than 400 h.p., the 
numbers in the table could be expressed in an approximate 
manner byjhe formulae : 



(120) 



or, 



-isV^^. 

^ HP. 
= 18 VM:_^: (121) 



V 

whence, g = — -k/ — ~ (122) 

y 18 V y 

as a minimum thickness for hide belts. 
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In the United States transmission by belts is much more 
extensively practised than in Europe, and the breadth of 
the belts often attains the dimensions of 2*i m. We 
can hardly endorse this procedure, since belts of this class 
are relatively dearer, without taking account of the fact 
that the working of the dynamos is much less secure. In 
the generating works of one of the largest electric tramway 
companies in the United States — that of the Atlantic Avenue 
Railroad Company, at Brooklyn — an accident which happened 
some years ago obliged that company to replace each of the 
large belts by two of half the size, placed side by side. We 
should avoid as much as possible the use of guide pulleys 
for belts, as the *' life *' of the belts is always very much 
diminished by their employment. We know one installation 
(generating works for lighting the Secteur of the Champs 
Elys^es, at Paris) where the belts have required repair 
every 15 days. The distance between two pulleys was 
only, in this case, about 3*5 m. 



In machines where 



H.P. 



V 



> 6 to 10, use is generally made 



of hemp cables for the transmission of power. 




M.-flr* I 




For round cables, we have the formula 

H.P. 



d^ m = y 



V 



(123) 



where m is the number of hemp cables ; 

d, the diameter of each cable, in centimetres ; 
y, a constant varying from 10 to 23. 

To give an idea of the latitude which must be allowed to 
the engineer who studies transmission by means of cables> 
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-we will cite the case related by Mr. Tremlett Carter, in 
which y varied from 9*3 to 12 '8. The dynamos of Alioth, 
-of Basle, have dimensions for which y = 11*5 to 13; the 
-cables of the Oerlikon workshops have a constant y which 
is equal, on an average, to 11 ; and lastly, M. SeifFert gives 
values for y varying from 15 to 25 (" Hiilfsbuch fiir 
Elektrotechnik/' by Grawinkel and Strecker, second 
edition). 

Tabi.k for CiROOVed Pulleys Made at the Oerlikon Works, 



H.P. 



V 



18-9 
i6*i 

i5'3 
127 

9-6 

9'2 

6-25 
6-2 
6*13 
566 

5*43 

4-9 

3-28 



H.P. 


V 


350 
380 


i8-5 
236 


200 


13-1 


300 


236 


200 


20-8 


200 


217 


150 


24 


140 


22*6 


125 


20'4 


140 


247 


100 


18-4 


100 


20 4 


60 


i8-3 



D 

cm. 



133 
150 

100 

150 

no 

69 

95 

'78 
118 

78 
130 



a 

cm. 



5 

5 

5 

5 

4 

4 

4-5 

4*5 

4 

4*5 

4 

5 



m 



100 , 3*5 



12 

14 
6 

10 

6 

8 

5 
6 

9 
6 

6 

4 
6 



D 



265 

30 
20 

30 

27*5 
17*2 

21 

24 

19-5 

26*2 

i9"5 
26 

28-5 



u 



t/) o 
'33 



4*4 

975 

49 
9-6 

6-8 

5*9 
4-8 

4*1 
4 '4 
5*4 
47 
4*3 



12*5 

17*0 

77 
15-4 

7-8 
109 
126 

18-4 
168 
138 

i6'o 
17-5 



Dimensions of (irooves. 



/S 



45° 
46° 

45° 
46° 
45° 

45° 
46° 

48" 
45° 
48° 
45° 
45° 
45° 



a I 



5*5 
5-5 
5*5 



6-15 

6-5 

57 



5*5 


6-5 


5*3 


6-5 


56 




55 


54 


S'O 


6-S 


4-8 


5-8 


5'o 


6-5 


5-1 


6-5 


5*4 


6-2 


3*9 


4-6 



2 

17 
18 

17 
14 

2-5 

25 

1-6 
18 



It may perhaps be found surprising that pulleys made in 
the workshop should present so much difference ; but it must 
be observed that nearly all the grooved pulleys had been made 
to order in accordance with special instructions from turbine 
manufacturers. 

During several years hemp cables with rectangular sections, 
after the patent of M. J. H. Beck, of Schafifhouse (Fig. 180), 
have been employed, and have been found to present the 
following advantages : (i) these cables cannot turn in the 
pulley grooves, so that the wear is reduced ; (2) the method 
used in the making of these cables permits of their being 
woven, whilst quite dry, in such a manner that no subsequent 
extension takes place. 

The catalogue of the previously-mentioned firm contains 
the following information in relation to the power which may 
be transmitted by the aid of cables of 45 mm. 
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Number of Cables. 





Speed of Cable in 


Metres per Second. 


Horse- Power. 




















12 


15 


18 


20 


10 


I 


I 







20 


I 


I 


I 




50 


2 


2 


2 


> 2 


80 


3 


3 


2 


2 


100 


' 4 


3 


3 


2 


150 


5 


4 


3 


3 


200 


7 


6 


5 


4 


250 


9 


8 


6 


' 5 


300 


10 


9 


7 


6 


400 


14 


II 


9 


8 


500 


16 


14 


II 


10 

1 



/|. Armature Core and Spider. 

The insulation of the iron discs is effected, sometimes by the 
iinterposition 'bf sheets of paper of thickness varying from 
0'04 mm. to o'o6 mm., sometimes by the use of a layer of 
varnish covering the iron discs, and, finally, by the use of 
'discs whose surfaces are oxidised. This latter method is 
employed, for example, by the Edison Company, at 
Schenectady, N.Y. It is difficult to believe that it is less 
•costly than that in which sheets of paper are used. 

A certain number of firms employ special machines, furnished 
-with elastic rollers, for the purpose of spreading the varnish 
;more uniformly over the discs. 

A rational method of insulation consists in sticking the 
sheets of paper to the discs by means of gum lac before the 
notches are punched out. In this manner the layers of paper 
are punched at the same time as the discs, and, which is more 
•important, the armature forms, so to speak, a block of iron 
whose shape is hardly modified after it has left the hydraulic 
press. In the method of which we speak the wrought -iron 
discs should be heated whilst in the press ; after two or three 
rhours the discs adhere together in a durable manner. 

Since the thickness of the discs generally employed amounts 
■to from o*5 mm. to o'6 mm., from 85 to go per cent, of the 
total section is utilised, taking account of the roughness of 
the discs. 
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The discs for toothed armatures are either punched before- 
they have been joined together, or milled out afterwards; it is 
not possible to punch them after the discs have been built up, 
for it might happen that one or more teeth would be torn off- 
In all cases the notches should be carefully filed to prevent 
contact between the iron discs at their line of junction. The- 
author has remarked on several occasions that heating of the 
teeth was solely due to contacts between the discs, and that 
it was entirely removed after the notches had been carefully 
freed from burrs. In a particular case the heating was- 
increased after a tiling which had not been performed with- 
sufficient care. This shows that this operation must be most 
conscientiously performed in order that the desired end may 
be attained. 







The iron discs, which are arranged one on each side of the- 
armature, are generally made of wrought iron of from 2 mm- 
to ,i mm. thickness. Armatures formed from windings of iron 
wire appear to have been abandoned for reasons which may 
easily be conceived, 

In dynamos icith lateral poles the armature is formed from 
windings of iron ribbon, with layers of paper interposed. For 
the rest, this type is less generally used at the present time 
than it was formerly, perhaps, in part, because the iron ribbon 
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is more costly than the discs, and cannot be obtained in 
sufficient lengths. 

Discs in one piece can only be obtained when the diameter 
of the armature is not greater than from i m. to i*2 m. 

For armatures larger than this it becomes necessary to cut 
the discs in several segments. The 
reunion of these segments is effected 
in several different manners, as shown 
in Figs. 181 and 182, which can be 
understood without further descrip- 
tion. 

i8ia is due to Wood, of Cleveland. 

1816 „ G. Kapp. 

182a „ the Oerlikon Works. 

Concerning the manner in which 
these iron discs are mechanically 
connected to the shaft, we will only 
mention a numberof typical methods, 
the space at our command being 
insufficient to allow of a description 

of other forms derived from these, and differing from then> 
only in details of little importance. 

In the case of the armature represented in Fig. 183 (Elec- 
tricitats Actien-Gesellschaft, formerly Lahmeyer & Co.), which 
shows a disposition often employed for small armatures, the 
discs are placed directly on the shaft, and held in position by 




Fig. 182. 




Fig. 183. 



means of a nut. This arrangement is perhaps less rational ii> 
the case of a motor than in that of a generator. Indeed, 
in the case of dynamos of this class, constructed in great 
numbers and kept in stock in order to diminish their net cost, 
it is not easy to alter the shafts, which in many cases must be- 
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done in the case of motors. This inconvenience is avoided in 
the types of armatures shown in Figs. 184 and 185, since the 
shaft could in these cases be changed, even when the winding 
has been completed. 




In particular the arrangement shown in Fig. 184 presents 
many advantages ; the principle was first employed by the 
Westinghouse Company, of Pittsburgh, who constructed even 
powerful alternators after the same type. Its principal advan- 
tage consists in rendering a special supporting framework for 
the armature unnecessary. 

It is true that this arrangement entails a great deal of loss 
in the discs, but this 
loss is sufficiently 
compensated for by 
the suppression o 
the armature spider. 
For dynamos of ave- 
rage output the Oer- 
likon Company make 
use of an arrange- 
ment represented in 
Fig. 186. The arma- 
ture spiders are each 
formed of six spokes 
with six projecting keys, which fit into recesses in the arma- 
ture discs. The projecting keys are alternately long and 
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short, the long key of one spider corresponding to the short 
one of another. 

Figs. 187 and 188 show two equally characteristic forms of 
spider : the first is constructed by the General Electric 
Company, the second by M. Alioth, at Basle, 




In these the discs are riveted as in the armature repre- 
sented by Fig. 184 ; for this purpose the extreme discs are in 
verj' thick wrought iron. The armature (Fig. 187) is further 




furnished with an artificial ventilation which is obtained by the 
interposition of two brass discs carrying ribs. It is, however, 
very doubtful whether this ventilation is of any real utility. 
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We now arrive at the consideration of armatures of which 
the windings are disposed along the periphery. 

Fig. 189 : tramway generator (H. F. Parshall), General 
Electric Company. 

Fig, igo : four-pole dynamo by Brown, Boveri, and Co. 

The first of these dynamos is also furnished with an 
artificial ventilation for the body of the armature. This 
dynamo presents a further interest, inasmuch as the insulation 
of the commutator sections is effected in a manner both 
complete and original. 



F.r.. 189. 

As, moreover, the discs are furnished with ears which 
engage with the cast-iron spokes of the armature spider, 
driving horns may be dispensed with. 

In the armature of Brown's multipolar dynamos the bolts 
which clamp the disc together serve at the same time to 
transmit the driving force ; for this purpose they are buried 
half in the cast-iron body and half in the wrought-iron discs. 

Most of the figures given up to the present refer to drum- 
wound armatures. 

Lastly, we will mention five arrangements specially adapted 
for ring armatures (Figs. 191-196). (Other well-executed cuts 
representing armatures of different forms may be found in the 
previously-mentioned work of M. Arnold.) With the exception 
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of Figs. 194 and 195, these are equally well adapted for use- 
with drum-wound armatures. A very simple arrangement, 
which is at the same time very cheaply constructed, has been 
designed by the author and manufactured by the house of 
Farcot at Saint-Ouen (Figs. 192 and 193). These figures 
refer to a dynamo of 250 h.p. and 360 revolutions per minute. 
In order to fecilitate the compression of the discs in the 
hydraulic press, a length greater by several centimetres- 
than that absolutely necessary is given to the bolts, which 
thus serve as guides for the discs ; they are cut, after 
compression has taken place, to the exact length required. 



It is hardly necessary to remark that these bolts need not 
be insulated, and that it is not necessary that they should be 
made of brass or bronze. It is even permissible to allow 
these bolts to penetrate deeply enough into the iron body of 
the armature without our having cause to fear excessive 
heating, since their self-induction is so considerable, owing 
to the feeble saturation of the iron, that strong currents 
cannot be produced. A complete view of this machine is 
given in Chapter IX. 

In the types already described, as well as in the two 
following ones (Figs. 194 and 193), the spokes drive the 
aimature core, being for this purpose inserted in the wrought- 
iron discs. 
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On the other hand, in the machine (Fig. 196) use is made 
of small keys which engage half in the armature spider and 
half in the discs. 

As we have already stated, the spider of a ring armature 
should be made of bronze. In the case of a drum-wound 
armature, cast iron is generally used in order to diminish the 
cost. 

As a general rule, powerful dynamos are furnished with a 
drum winding, or, when a ring winding is adopted, the spider 
is in two pieces, the hub and the spokes in cast iron, whilst 
the rim is in bronze (see the arrangement of M. Thury, 
Chapter IX.) 



ui 




D 



Fig. 193. 



We believe that it can be shown, by citing some numbers, 
that the old prejudice in favour of the necessity of careful 
insulation for the bolts is really unfounded (see Schweiz, Blatter 
fur Electrotechnik, February, 1898). The exceptional cases 
where an excessive heating has been observed occurred in 
bipolar machines in which the cores were strongly saturated. 
On the other hand, in multipolar machines, where, in order to 
avoid hysteresis losses, a very feeble saturation is employed, 
the insulation of the bolts is practically useless. Since any 
currents produced in the bolts will be alternating, it is easy 
to explain the reason of this. We will take for the basis of 
•our calculations the most unfavourable case in which the bolt 
passes through the midst of the iron core. This is practically 
the case in the dynamos of Siemens and Halske and of 
:Schuckert. When the armature revolves, the lines of force 
-circulate round the bolts and their sense changes every time 
that a bolt passes by the axis of the poles. The flux is 
rgreatest when the bolt is in the neighbourhood of the neutral 
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line. Let # represent the 



number of lines, to 



-.n± 



the periodicity, and it a coefficient whose absolute valuejs 
not required in the calculation. 




The mean E.M.F. along the bolt ts then 

E = w ic * 10"^. 

If the number of bolts is equal to the number of poles,[eacb 
couple of bolts will form a closed circuit. An alternating: 




current will therefore be produced whose periodic curve will 
resemble that of the E.M.F. This current will engender, ii> 
its turn, lines of force which will also surround the bolts, the- 
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number of lines being proportional at any instant to the 
current flowing in the bolts. We will designate the maximum 
strength of this secondary field by 0. 

But we know, in accordance with the laws developed at the 
commencement of this book, that a variable field circulating 
around a conductor produces in the latter an E.M.F. which 
will have the same value, whether the variation is produce<J 
by the motion of the conductor in a field of constant strength, 
or whether, the conductor remaining stationary with regard 
to the field, the latter is modified in an equivalent manner. 
When the field is produced alone by the current in the 
conductor, the E.M.F. thus induced is called the E.M.F. of 
self-induction. We can determine this in a manner analogous 
to that used above. 

We therefore have 

E, = CB ic' 10"®. 

When the resistance of the conductor may be neglected in 
comparison with the self-induction we shall have 

E, = E ; 

and as, moreover, k' could be taken approximately equal to /r, 
we shall have 

= ¥. 

In this equation $ is known beforehand ; moreover, is a 
function of the current strength, C ; we could therefore 
determine the current strength by the aid of the equation 
as soon as the relation between <p and C can be expressed. 

Let us consider a magnetic circuit of length L acted on 
by C N ampere-turns ; the density of the lines of force is 
determined approximately by the empirical formula 

B - 21,500 -^ 5^ (124) 



in which H = 1^ 

10 



C N 



In this way the following table has been constructed, the 
values, which were obtained by the use of the above formula, 
differing by no more than i or 2 per cent, from those found 
from the curve for wrought iron given at the end of this 
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volume. The agreement is noticeably good between the 
limits of 4,500 and 18,400 lines. 



H. 


B (from curve). 


B (calculated). 


Error. 


1*5 • 


4,500 


4,400 


- 2 per cent. 


2 


6,000 


6,000 


»f 


5 . 


10,000 


10,100 


+ I'O „ 


10 


12,300 


12,400 


+ 0-8 „ 


30 . 


15,400 


15,200 


- 1-3 


70 .. 


17,000 


16,750 ... 


- 1*2 „ 


140 


18,000 


... 17,730 ... 


- 1-5 


300 


18,400 


18,580 


+ I'O „ 



For other curves of wrought iron it will suffice to alter 
slightly the constants in the foregoing equation. 




Fig. 197. 

We will now make a supposition the most unfavourable for 
our demonstration — t.^., that the lines of force only circulate 
in the interior of a circle having for diameter the difference 
between the external and internal radii of the discs ; then 
in supposing that the maximum current strength is C and 
that N = I, the total number of lines will be 



« / 




21,500 - 



19,600 



^ 10 2 irX'^ 



= I [21,500 (r, - rj) - ^^ (r,t _ r.|)]; 



(125) 
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or, in general, = / 1 a - ^-=^ I .... (126) 

The values of a and j8 will be found in the table, p. 295. 

Let us suppose that the current may be expressed by 
means of a sine curve ; then the maximum current will be 
~ v2 X C, and, as a consequence, 

= V 2 X 0. 

Hence the mean current strength will be 



c.4(-£' )" .... (..7) 



J2^al - $ 

We will here work out a numerical example : 

Let us suppose that the data furnished respecting a six- 
pole dynamo, of 180 kw., is as follows : 

Arc of the pole-pieces = 44 cm. 

Saturation = 7,000. 

r2 =» 9 cm. 

rj = I cm. 

Number of bolts = 6. 

Resistance of a bolt, considered as a complete circuit, 
= o'ooi6 o). 

From the table, p. 295, we obtain 

a = 172,000 ; /8 = 445,000. 
We further have 

* = J X 44 X 7,000 / = 77,000 X /. 
Hence, 

i- / 445,000 X / \^ I 

C = ( Tl^ . J — = 74 amperes. 

^172,000 X / - 77,000 X // J2 

The loss in watts in the bolts is therefore equal to 

6 X o'oooi6 X 742 = 5*2 watts. 

This calculation shows that no advantage will be gained 
by^ insulating the bolts of this machine. 

5. Commutator and Winding. 

Commutator, — In small dynamos we often meet with arrange- 
ments in which the commutator is built up on the armature 



DYNAMOS. 



295 



I I 



II II 



§8 "8 



ON 



I I 



I I 






»o O 



00 



I i 



VO 



O VO 
tOOO 



in*** 

•-« CO 



1^ to 



O »o 









i~* CO 



< 



o 

:> 
o 

< 



NO 



o 

s 



tr> 



00 fO 


fOVD 


►H\0 


M 10 


N- N 


^ W 



'^l 



CO O 

10 ON 



8 



OvON 



O W 



8i 

»n o 

2^ 



s 



00 
00 



88 



W On 
O fO 



<s<s 



I I 



JO 

CO 



88 

u->0 

^ ro 
vO N 



ONVO 

10 11 



II II 



CO 



rOOsf 
»n On 



00 ** 



I I 



I I 






ro»0 



I I 



I I 



I ' 



II II 



II 11 



II N 



II II 



to 

b 



»o 



to 



2g& 
shaft. 



CONTINUOUS CURRENT 



This method of construction is not a rational one^ 
since the replacement of a commutator so constructed when 
worn out is practically impossible. For this reason all modern 
dynamos are fitted with removable commutators. 



Fli;. 198. 

Typical forms of commutator have already teen passed in 
review when considering the armature ; two new arrangements- 
are shown in Figs. 198 (Siemens and Halske) and 199 
(Schucitert). These two forms differ in having the clamping 
ring composed of several pieces which are bolted together- 
The commutator (Fig. 199) presents the advantage that its 
sections can be clamped and adjusted before mounting on the 
commutator case. 

In dynamos where the commutator sections are held in 
position by a nut, this latter should not press directly on the 
sections or on their insulation p 
it is necessary to interpose a 
washer, since without this pre- 
caution the insulation will be 
injured whilst the nut is being 
screwed up. In this case it is 
also well to use a nut of small 
pitch in order to prevent its- 
accidental loosening ; a lock- 
nut or a locking screw may be 
Fig. 199. used, and this latter may be 

further utilised to prevent 
lateral motion of the commutator case on the shaft 
(Figs. 183 and 186). 
To insulate the commutator sections one from another. 
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Indian mica (Canadian mica^ though cheaper, is not well 
adapted for this purpose on account of its stiffness), com- 
pressed card, vulcanised fibre, or amianthus, may be used. 
The two* latter substances cannot be employed except 
when the dynamo is to be employed in a dry place. To 
insulate the conical surfaces the use of compressed card 
(Presspahn) or of micanite may be recommended. We can 
procure pieces already shaped for this purpose either in 
micanite, which is made from pieces of mica stuck together 
with gum lac or copal varnish, or in compressed card 
(Presspahn). 

During several years micanite has been used to insulate the 
commutator sections one from another. However, this latter 
method exacts great precaution in its use in order that the 
commutator may not wear unequally or become deformed 
after some time of working. In order to prevent the latter 
possibilities, heat is applied whilst the clamping is being 
finished. Micanite presents the great advantage, in com- 
parison with pure mica, that it is cheaper and may be made 
into sheets of considerable size. In small machines of less 
than 10 h.p. the difference in price is small, and pure mica 
should be used. 

The insulation of the commutator sections from the case 
should be performed with great care. For this purpose the 
insulating layer should extend beyond the ends of the com- 
mutator sections, at any rate in high-voltage machines, for 
a distance, a, of from 5 mm. to 10 mm. (Fig. igo). An 
insulation of this sort is realised with great success in the 
Parshall tramway generators, which have been previously 
considered (Fig. i8g). 

To diminish the number of brushes, opposite commutator 
sections are sometimes united by means of cross-connections 
(p. 22). But these cross-connections should not be placed 
in the interior of the commutator ; preference may be given 
to the arrangement shown in Fig. 200. 

The angle a at which the ends of the commutator sections 
are inclined with respect to the axis, varies between 40' and 
50°; the angle which is at once the most rational and the 
best adapted for purposes of design in 45". In consequence 
of this oblique form the case sustains a tractive force when 
the armature is revolving, and the component of this force 
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patallel to the axis may be easily found (in kilogrammes) 
from the following formula : 

2 9-81 r 
in which we designate by 

G the weight of the commutator segments (in kilogrammes) ; 
V the linear velocity of the centre of gravity of each section, 

in metres per second ; 
r the radial distance of the centre of gravity of each section 
from the axis of revolution. 




Commutators tend to break at the point c (Fig. 201), 

and these ruptures are generally due to faults in the cast iron. 

For this reason, and for greater secu- 

r — rity, the portion hatched in the figure 

should be cast in one piece with the 
body, b, and the necessary conical 
groove turned out afterwards. It is 
<! the same with the spider of the arma- 

ture (Fig. 202, c). 

We will now consider the special 

Fig. 201. rules to be followed in the constructioa 

of commutators : 

(a) For the construction of the commutator sections, when 

copper brushes are employed, we may use hard bronze with 
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an insulation by means of compressed card (Presspahn) 
or mica. When carbon or brass brushes are employed, 
hard hammered copper with mica insulation should be used. 
In the United States the segments are generally forged in 
special moulds. 

(6) In high-pressure series-wound machines the difference 
of potential between two contiguous sections should be 

^2 = -^ < 30 volts. 

(c) The insulation between two sections should have — 
For a pressure up to 250 volts, a thickness of 0*5 to o'6 mm. 

„ „ 500 „ „ 07 to 0-8 „ 

„ „ 1,000 „ „ 0-8 to I „ 

„ „ 2,000 „ „ I to 1-2 „ 

(d) The necessary length of the commutator depends on 
the area of the surface of the brush by means of which 
electrical connection is established ; this should not be con- 
founded with the section of a brush. For metallic brushes an 
area of 4 square millimetres per ampere is generally allowed ; 
but this area is often much larger in small machines. 
For well-made machines, we have 

Surface of contact (in square millimetres) 

= 5 + ^^ . . (129) 

amperes per Ime of brushes 

For carbon brushes we may allow a minimum area of 13 to 
'15 square millimetres per ampere; when the space is not 
too much restricted we may even allow from 20 to 25 square 
millimetres. 

(e) The commutator should be so constructed as to avoid 
any risk of its rupture through the centrifugal force (see also 
the recommendations, p. 315). 

Winding. — Ring windings are almost exclusively employed 
on smooth armatures. Fig. 202 gives some details of the 
arrangement adopted by the Oerlikon Company. Instead 
of wooden discs, other insulators are used, such as cloth, 
micanite, paper, isolite, etc., which present the advantage 
of occupying less space, whilst effecting an equally good 
insulation. 
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To obtain a rational winding in which the extremities of 
the wires project, the winding of each section should be, 
when possible, commenced at the middle of the wire. 

Drum windings are much the most numerous ; we can 
class them in three groups: (i) Windings en chignon 
(Fig. 183) ; (2) regular windings, with cross-connections at 
the base of the drum {Figs, 184, 186 to 188, and 192) ; (3) 
windings having cross-connections on the cylindrical surfaces. 

The first method is used only in small dynamos, wound 
with wires, but it requires a very good insulation in the 
conductors which cross each other. In the case of the 
regular windings with cross-connections at the bases, we 
may adopt several arrangements. Thus we can, following 
the example of the General Electric Company, employ for 
the cross-connections straight bars which have been curved 
by the aid of special pincers. 



n 



This method (Fig. 187) has been used for a long time at 
the Oerlikon Works, with this difference, that it is not the 
cross-connections but the longitudinal bar which is bent at 
its two extremities in such a manner that each of the latter 
forms a handle of the junction forks (see also the arrange- 
ment designed by the author. Figs. 192 and 193). The 
reunion of the two forks is obtained by means of a copper 
gutter, in which the two extremities are soldered. These 
gutters must be connected, in their turn, with the com- 
mutator by means of a special copper bar, which can be 



unsoldered separately for repairs. A perfection is thus 
realised that is not to be disdained. 



Fig. i88 shows an armature of a tramway generator, due 
to Alioth, of Basle, in which the two forks form one piece. 
■The windings, arranged along the cylindrical surface of the 
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armature, are very simple as to their manufacture ; they 
were, as far as we know, first made by Mr. C, E. L. Brown 
(1892). 

As is shown in Figs. 1S9 and 190, the special forks are 
done away with in this case. The principal inconvenience 
in these windings depends on their considerable length along* 
the axis, above all in the case of a machine with a small 
number of poles. 

If the space reserved for the windings is sufficient, these 
latter may be regularly shaped from wire by the aid of 
a former (Figs. 203 to 206), introduced for the first time 
by M. Alioth, of Basle (1885), and by Mr. Eickemeyer, at 
Yonkers (N.Y.), in 1888. A former of this kind, for machines 
of two or four poles, with parallel windings, is represented 



in Fig, Z03. It is composed of two pieces of wood, A, and 
Ai, with guide pieces, Ag and A4, which are maintained in 
position by means of iron plates, Bi and Bj, and by a wooden 
strut in the middle. On the iron plate are placed the 
removable templates, C,, Cj, Cj, and C4. 

The wire is bent on the plates and enga|;ed under the 
templates, C, after which it is placed along the guides, 
A3 and A*. The bolts, E, serve to fix the wire. To remove 
the winding when finished, it is only necessary to remove the 
templates, C. 

Fig. 204 represents a former for series winding; the wire 
is shown by the dotted lines. In most cases we do not attempt 
to finally shape the winding in this manner, but we bend the 
lateral wires connected to the commutator by hand — or rather^ 
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that which is certainly preferable, we wind only the right-hand 
end wire on the former, so that a single branch of the fork 
is formed on each side and the second layer is executed 
by hand on the armature (Fig. 184). 



The labour in perfonning this could be diminished by tbe- 
interposition of a wooden disc, H (Fig. 184). 
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The former shown in Fig. 205 is destined to shape the 
windings to be placed along the cylindrical surface of an 
armature, and has been employed by the author for a bipolar 
dynamo represented by Eig. 240 a and c. The special point 
in this winding consists in the distribution of the wires of 
an armature section in two slots, so as to diminish the self- 
induction. 




Fig. 2o6» 



Figs. 206 and 207 show the process of manufacture of 
the windings for tramway motors by the Westinghouse 
Company. This winding forms a mean between a winding 
£n chignon and a regular winding. Each coil is additionally 
insulated by means of a ribbon. 

The great advantage gained by the use of a former for 
winding is due both to its small cost and the rapidity 
with which the work can be carried out. Thus it is 
stated that a motor for the tramways of the Westinghouse 
Company, of 30 h.p. (95 slots), could be wound in about 
15 hours, a time which is in all probability not under- 
estimated. The author had occasion some years ago to 
wind the armature of an 80-h.p. dynamo (the bobbins being 
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already made) in 40 hours, which an experienced winder 
could doubtlessly have performed in 30 hours. 

In the case of drum windings on smooth armatures, it is 
indispensable to use driving horns — that is to say, pro- 
jections in brass or in fibre inserted in the armature; the 
adherence of the wires to the surface of the armature ia 
insufficient to prevent slipping. 



Fio. 207- 
Insulatiott of toothed armatures is effected by means of paper^ 
of mica, of micanite, or micanite cloth, etc. We know that 
in toothed armatures no tractive force is exerted on the 
windings, which permits of our employing insulators possess- 
ing very little mechanical strength. We will give some 
information as to the capacity to resist piercing by sparking 
of certain substances submitted to alternating currents ; this, 
information is taken from the publications of Mr. Plumb 
(Sibley Journal, June, 1895). 





Thickness of Insulation in mm 




Voltage NecesBuy 
to Pieice the 








Oile<l l>aper. 


Mica. 1 Air. 


Layer of Oil. 








0-28 


400 




- 076 


076 


2,140 




~ 167 


1-27 


5. '90 




- 1 3-43 


1-90 


6,zSo 




— ! 3'94 


2-54 


6.980 


0466 






10,400 




- 1 7^ 


3&> 






9-8o 


508 


13:3^ 




o-ii6 — 




16,900 


— 


— 1 — 


1030 


43.«» 
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Experiments carried out at the Oerlikon Works have given 
the following results : 



Insulating M.lerial. Thickness, 



CordeBulle, No. 1,779 
Plltchment paper {in-\ 

combustible) / 

Insulating paper, 24 1^ 

(white) j 

Celluloid sheet (brown) .. 

Paper doubly oiled 



Micanite 



ng a layer of f 



0'037S 



It can be generally assumed that a layer of micaaite 
o'l mm. thick can support a pressure of 7,000 volts. 




The junction of the winding with the commutator is effected 
sometimes with solder, sometimes by means of bolts ; the 
first method is preferable to the second. Reference may be 
made to the figures already cited, as well as to Fig. 208. 
When the armature is wound with wires, the most simple 
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^method is to solder these directly to the commutator sections ; 
in cases where this would be impracticable, owing to the 
•thickness of the wires, the arrangement shown in Fig. 208a 
may be followed. This arrangement is also to be recom- 
mended when the commutator sections are made of drawn 
•copper, since it corresponds to the smallest possible waste 
•of metal. To protect the windings and to prevent the 

introduction of dust amongst 
them, the armature is often 
furnished with a covering 
of cloth (see armature. Fig. 
227). In the case where car- 
bon brushes are employed, 
this covering is not neces- 
sary. Moreover, it is not 
rational to place it on that 
side of the armature next 
to the pulley ; when that is 
necessary, several holes 
should be made in the 
cloth. In fact, it has been 
observed in several cases 
that short-circuits have been 
produced solely by the fact that the moisture deposited in 
the armature during cooling tends to spread toward its 
periphery, and damage the insulation there. 

6. Binding Wires and Auxiliary Collectors. 

Binding wires are used to maintain the armature windings 
in their places against the centrifugal force developed by the 
revolution of the armature. To determine this latter, we 
will consider the windings as forming a tube of length l 
-(in centimetres), thickness a (centimetres), and of radius 

.r = — (Fig. 209). We will suppose this surface to be cut 
2 

into infinitely small segments, of length X, and we will 

.determine the centrifugal force acting on each one of these. 

We have 




Fig. 209. 



p ^ Mass (in kgrm.) t^ 



2 . z;2 I I 
100 = V L . A a . — -— 

9'8i r r 10 981 

20* 



3o8 
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(y being the mean density of the space occupied by windings)- 

Pi = P cos o - P J. 

The traction which will be exercised on the section of th^- 
binding wire could be deduced from these formulae ; it is 
Pi + P/ + Pi" + . . . 



. , v^/x X' x" \ 



= y 



V.av 



.2 



r \\ ' \ ' ' \ ' / lO X g-8l 

In this equation, we may replace 

D X 100 
(s being the section of a wire in square millimetres) ; 

D TT « I 



10 X g-8i: 



V by 



6o 100* 



y by 9*2 (taking account of the mass of the insulation). 
The tractive force exercised on the section of all the 
binding wires may be taken, for simplicity, as 



Z = N s L D «^ 



0-83 



TO 



10 



(130) 



The most difi&cult point is to determine the length L,. 
in which we must include only that part which is really 
under the action of the centrifugal force, and which is not 
protected by closed notches, or in any other manner. 

Table of Values for the Breaking Weight of Wires- 
After M. Lazare Weiller, the formula of Hutte, etc. 



Brass wire 


• • « 




50 kgrm. 


per sq. mm 


Bronze wire 


• • • 




46 


>> 


»> 


Double bronze wire 


• • • 




80 


j» 


99 


Durana wire 


• • • 




80 


TJ 


>> 


Delta metal 


■ * • 




100 


>> 


>> 


Siliceous bronze (type C, 


Lazare 








Weiller) 


• • • 


75 


to 80 


>> 


»> 


Drawn copper 


• * • 


• • • 


45 


>> 


» 


Bessemer steel 


• • • 


• • • 


65 


>? 


>> 


Crucible steel wire 


• • • 


• . • 


120 


99 


if 
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The formula previously established will suiiice to show in 
•what manner the necessary data for the bindings can be 
^calculated. However, in practice little use is made of such 
formulae ; in fact, electricians appear to have acquired the 
habit of calculating out the electrical part of a dynamo to 
the fourth decimal figure, and entirely neglecting calculations 
respecting the mechanical part. We will see from the 
following calculations whether this practice can be defended 
•or not. 

Example i. — We wiH first choose for calculation the case 
of a dynamo of 300 h.p., with a moderate peripheral speed, 
.and a toothed armature. 

Let n = 300 ; L = 60 cm. ; N = 490 ; 

s = 30 sq. mm. ; D = 115 cm. 

We will suppose that the wires are maintained in position 
:at the two ends of the armature, which, however, is not 
always the case in reality; hence L is simply equal to the 
•length of the armature. 

The equation (130) gives — 

Z = N s L D «2 ^'^ = 490 X 30 X 60 X 115 X 90,000 X 0-83 

= 756 kgrm. 

We will assume, for purpose of calculation, that five bands 
^of binding wire are used in the 60 cm. length, each band 
'being 20 mm. in breadth, wound from bronze wires 1*5 mm. 
in diameter (section of wire — 078 sq. mm.). 

The section of all the wires will, therefore, be equal to 

5 . _^ . i'75 =: 116 sq. mm. 

Breaking weight = 116 x 46 = 5,340 kgrm. 

We have, therefore, in this case a coefficient of safety smaller 
dhan that secured in other parts of the machine. Moreover, we 
have taken no count of the forces acting on the cross-connec- 
iions at the ends of the armature. For this reason it will be 
^ivell to use a siliceous bronze or steel wire. 

Example 2. — Suppose that for a machine of 25 kw. we have 

N = 340 ; s = 9 ; L = 25 ; D = 30 ; ^ = 1,000. 
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The dynamo is furnished with a winding en chignon. 
As a consequence we have 

Z = 340 X 9 ^ 25 >< 30 X i.ooo .X Q'83 ^ k 

loio ^ ^ 

Taking four bands, each of 20 mm. breadth, and formedJ 
from a layer of bronze wire of i mm. diameter (sectiom 
078 sq. mm.), the breaking weight will be 

20 
4 078 X 46 = 2,870 kgrm. 

We have, therefore, in this case a coefficient of safety of 15- 
Example 3. — We will finally occupy ourselves with a case 

where the binding wires were really too weak. It is furnished. 

by a dynamo of 240 h.p., making 350 revolutions per minute.. 

The dimensions and other particulars of the machine are as- 

follows : 

D =» 122 cm. ; N = 228 ; s = 100 sq. mm. 

Let us suppose l to be equal to 75 cm., taking into account 
the end connections. Consequently equation (130) gives us 

Z = 228 X 100 X 75 X 122 X 350^ X o»83 ^ 2,140 kgrm. 

10^*^ 

The armature was furnished with four bands, each con- 
sisting of 18 siliceous bronze wires of 15 mm. diameter- 
During the working of the machine a lateral sliding of the 
binding wires was produced in such a manner that they left 
the grooves provided in the armature and rested on the iron- 
Moreover, the diameter of the circular bands of wire was 
increased by 2 mm. during this process. We will now examine^ 
whether such an extension could not have been anticipated- 
from calculation. 

The section of all the binding wires was 

4 X 18 X LSlZT = 127 sq. mm., 

4 

corresponding to a breaking weight of 

-* -- = 1,690 kgrm. per sq. cm. 
Let us take the modulus of elasticity E = 900,000 ^ 
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unhappily, circumstantial information on the subject of such 
values is not generally given in text-books. We shall then 
have a lengthening 

AT T -Z i,6qo 

A L =^ L X — = 122 x — '--^ — = 072 cm., 

E 900,000 

from which it may be seen that an increase will occur in the 
diameter of the windings amounting to — ^ = 2*3 cm. nearly. 

TT 

We see therefore that the sliding of the binding wires was 
necessarily produced. Further, this defect could easily have 
been avoided by making the number of bands equal to six, 
and in replacing the bronze wire by a steel pianoforte wire, 
which is well adapted for such a purpose. 

We will here observe that in making use of steel wire we 
are obliged to use acid for soldering. As a consequence, 
the whole should finally be carefully cleaned with benzene. 
The acid must also be carefully prevented from reaching 
the insulation of the armature windings. 

The three preceding examples, which we could multiply 
indefinitely, suffice to show that we should proceed with 
great caution in the choice of metal for binding wires, and 
that a calculation to confirm this choice is necessary. The 
larger the dynamo is, the greater become the necessary 
precautions, on account of the increased length of the wire. 

In many cases we will be obliged to use an auxiliary 
collector (see Fig. 2o8d) conjointly with the windings on the 
two faces of the armature. Good results may also be 
obtained with the arrangement represented in Fig. 208^, 
which is, besides, much less costly and more easily con- 
structed than the preceding. 

In the new types designed by the author, and patented 
by the house of J. Farcot (Figs. 192 and 193), the cross- 
connections are attached to the discs of the armature by 
means of an arrangement specially provided. This arrange- 
ment, when applied to the ends of a commutator, entails 
the advantage that the commutator sections are relieved of 
the pull due to the centrifugal force acting on the windings. 

We will finally give a few further rules to be observed in 
regard to the disposition of binding wires, though everything 
of this nature is generally left to the discretion of the winder. 
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Fig. 2IO shows a very elegant arrangement for holding a 
tiumber of binding wires together, due to the Oerlikoo 
Company. The interior surface is formed of a layer of 
cloth, on which is placed a ribbon of mica. The sheet 
copper has a thickness of about o'l mm. to o^is mm., and 
is bent over on each side (see Fig. 210). In one of the 
apertures thus left is 
introduced one end of 
'" the wire, which is kept 
in position by means of 
a twist, whilst the other 
end of the same wire is 
provisionally placed in 
the other aperture. The 
windings being finished, 
Fig. 2IO. they are soldered to- 

gether at five or six 
places, and the free end of the wire is pulled through its 
aperture. The ends of the wire are finally bent in the 
manner shown in the figure, the whole being subsequently 
soldered. 

It is not wise to apply solder the whole of the way round 
the windings. In fact, in that case a tendency to get heated, 
due to the production of Foucault currents, will be displayed, 
which will ultimately lead to the whole arrangement becoming 
unsoldered. For the same reason, bands having a breadth 
greater than 20 mm. should not be employed, a couple of 
narrower bands, separated by 2 mm. or 3 mm., being advan- 
tageously substituted. These bands could further be wound 
continuously, unless there is any reason to cut the wire at 
the point of separation. 

7. Brush-Holders and Brushes. 

Small motors, as well as those designed for vehicular 
traction, are generally furnished with fixed brushes ; on the 
other hand, in large motors and generators the brushes 
should be capable of displacement. 

Further, it is important to arrange the brushes so that they 
can be displaced parallel to the axis of rotation, in order to 
prevent the armature from becoming ridged or conical. It is 
also advantageous, as was shown by Brown, to cut a groove 
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between the armature and that part of the commutator on 
which the brushes rub. 

Different types of brush-holders differ only slightly one 
from another. 

Generally, the brush-holders are mounted on the bearing 
in such a manner that they can be turned by the aid of a 
lever furnished with a clamping screw. It is only in very 
large machines that it is preferable, following the example of 
American makers, to employ a special support bolted to the 
base-plate, and carrying arms on which the brush-holders are 
so disposed as to admit of the requisite adjustments. 

a 




' Mechanical displacement by means of screws and helical 
wheels presents the advantage that the brushes may be 
adjusted exactly to any required position, but this can be 
done directly with sufficient accuracy in any good machine 
below 50 h.p. in which the pole-pieces are not too close 
together, whilst the neutral zone is sufficiently large. 

The usual method of insulating the trunks of brush-holders 
is shown in Fig. 211, and needs no further explanation. 

When the pressure is greater than from 100 to 150 volts it 
is important that the surfaces should be well insulated ; as a 
■consequence, the discs should be from 8 mm. to 15 mm. larger 
than the cast-iron socket. 
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The point of separation of the insulating sockets presents 
some danger, since, even in the case where they touch each 
other, the possibility of sparking is not excluded. 

This inconvenience can be obviated by the aid of the 
arrangements b and c. An equally simple arrangement is 
shown in Fig. 2iid. It presents the advantage of permitting 
the trunk of the brush-holder to be drawn back, and for that 
reason is very useful when the distances between the trunk 
of the brush-holder and the commutator, and between these 
and the armature windings, are too small to permit of the 
brushes being lifted from the side. For the same reason 
it is not wise to make the nut at the right side (Fig. 211a} 
of a single piece with the trunk. Fig. 2iie shows, finally, 
an arrangement frequently used by Mr, C. L. Brown. 



-^ 




Some makers make use of brush-holders which allow us 
to raise the brushes simultaneously by the aid of insulated 
levers or gear wheels. Although brush-holders of this sort 
become more complicated and costly, they may be advan- 
tageously used when, for example, the dynamo is driven by 
a steam-engine, which might reverse its sense of rotation at 
the moment of starting. 

When carbon brushes are employed, this precaution is 
unnecessary. 

Carbon Holders present so many different forms, that we 
should far exceed the limits of the space at our disposal if 
we were to enumerate all the arrangements which are at 
the present time employed. Fig. 212 is, without doubt, the 
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form most generally used, and most simple in construction^ 
To ensure it giving satisfaction the following points must be 
observed : 

1. The spring should be formed of a good conducting and 
elastic metal, most often of cold-hammered copper or sheet 
brass, of 0*2 mm. to 0*5 mm. thickness. 

2. The angle which this spring makes should not be too 
small, otherwise the brushes may be displaced in the^act of 
clamping. 

Figs. 213 and 214 show two arrangements designed by 
Mr. Brown, of which the first is altogether the superior; 
numberless variations of this form are to be found. We 
could, perhaps, urge against this design that the spring 
approaches rather too close to the commutator. The brush- 
holder due to Alioth, and represented by Fig. 234, is equally 
well known. 




Fig. 214. 



During some time the use of metallic brushes has been 
diminishing, being confined at the present time chiefly ta 
machines producing very strong currents. Carbon brushes- 
have been used for at least 10 or 11 years. Originally pro- 
posed by Prof. Forbes, they were first used in the United 
States, especially for tramway motors, which must be able 
to turn in either direction. Later on they fell into discredit ; 
this was simply due to a lack of knowledge of the following 
conditions, which must be fulfilled in order that these brushes 
may work well : 

I. The commutator sections should be made from copper 
as hard and homogeneous as possible, and the insulating 
substance between them (most often mica) should not be 
too hard, and should wear away uniformly with them. 
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2. The carbons should conduct as well as possible, and 
should be neither too dry nor of a material which is too greasy. 

3. The peripheral velocity at the commutator should ifot 
exceed 10 m. or ri m,, and, when possible, should be kept 
below 8 m. or 9 m. per second, 




4. The brush-holders should be as light as possible, so as 
not to vibrate on passing over the unavoidable rugosities of 
the commutator. For this reason, carbons with incHned 
-contact surfaces are recommended. 

Nothing is more prejudicial to the good working of a 
dynamo furnished with carbon brushes than any looseness of 
the commutator sections ; under 
these conditions sparks will occur 
in a dynamo however well it may 
be constructed in other respects. 
The only remedy which can be 
applied is the use of metallic 
brushes, unless, indeed, it is 
decided to screw the commutator 
up tighter and turn its surface 
true so as to remove the disturbing 
cause. 
Figs. 215 to 217 represent three types of American brush- 
holders. 
Fig. 215, that due to Lundell. 

Fig. 216, that due to the Westinghouse Company (for 
Iramway generators). 




Fig. 217, that due to Wood. 

Thury's carbon holder (constructed by La Compagnie de 
rindustrie Electrique de Geneve), shown in Fig. 218, is- 



constructed on a new and rational principle. In place of 
modifying the dimensions of each brush to correspond to the- 





current which is to be carried, M, Thury has adopted the 
plan of mounting an appropriate number of brushes all of 
the same size on the trunk of the brush-holder. By thiS' 
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means, not only is the cost reduced (is. lod. to 2s. id. per 
brush-holder), but a better contact is realised. The manner 
in which the current is transmitted is not absolutely irre- 
proachable ; in fact, this is effected partly by means of the 
galvanised iron cheeks, punched out in a machine from 
wrought sheet iron, and in part by a thin piece of sheet 
copper. The use of small pieces of carbon, maintained in 
position by means of a metallic framework which can be 
displaced in a brush-holder fixed by means of a spring, offers 
the advantage of great solidity and an absence of noise in 
working. Moreover, in the three brush-holders of which we 
are about to speak, the whole length of the commutator may 
be more or less utilised. On the other hand, the length of 
the pieces of carbon is relatively smaller. 





^^o 




Fig. 2 1 8. 



Fig. 219. 



In the brush-holder due to the Oerlikon Works (Fig. 219), 
(constructed after the model of that of M. Thury), the 
electrical contact of the carbon plates is rather better ; the 
cheeks are also in copper. The flat spring, a c, serves two 
useful purposes : the part a b is designed to press the carbon 
against the holder, whilst the part b c ensures the elasticity 
of the whole arrangement. In this case, for greater security, 
a piece of sheet copper is placed under the flat spring. 

The brush-holder for carbon brushes (Fig. 220) designed 
by the author, and used in the dynamos constructed in the 
works of Farcot, at Saint-Ouen, depends for its success on 
an application of the same principle. The two cheeks are 
punched from sheet brass, and are hammered to obtain greater 
stiffness. The form of the carbons here used is slightly 
different from those previously described ; this form allows 
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the carbons to be used under better conditions ; moreover, 
it is impossible that the brushes should be displaced when 
the screw is tightened. 

The possibility of the screw becoming loose on its own 
account has also been provided against. 

Fig. 221 represents a simple arrangement for a carbon brush- 
holder to be used on a small dynamo ; here the metallic spring 
is replaced by a band of caoutchouc. 

We will finally mention the fixing arrangement for carbons 
<Fig. 2216) due to Alioth, as well as that due to Siemens and 
Halske (Fig. 222), which is often employed. 



As to the materials from which brushes should be made, 
reference must be made to p. 298. The pressure of the brushes 
should be from 100 grm. to 150 grm. per square centimetre of 
the contact surface ; but in tramway motors this pressure 
should be increased to 250 grm. or even 300 grm. 

It is necessary that not less than two brushes should be 
mounted on one trunk, so that one may be removed without 
interrupting the current. 
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B. Field Maffnets. 

I. Field-Magnet Cores. 

A little while ago the attention of inventors seemed mostly 
occupied with the design of new arc-lamp mechanisms ; at 
present the most popular task (especially in the United States) 
seems to be the design of new types of field magnets. Few 
days pass, indeed, without some new form appearing on the 
market. In many cases the new forms appear well adapted 
for the purposes for which they were designed ; but it cannot 
be denied that the greater number of them owe their existence 
to the need felt by inventors to produce something novel. 
For this reason we have no intention of describing the various 
arrangements of field magnets. Plate II., at the end of this 
book, contains a rough schematic sketch exhibiting 42 typical 
forms, and needs no further description. 

Dynamos are often constructed from cast steel. For 
portable motors (for tramways, etc.), as well as for dynamos 
in which the weight plays an important part, the use of that 
metal is rational enough: but when it comes to ordinary 
dynamos for electric lighting we should take the following 
considerations into account. 

As is shown by Plate I., the same number of ampere-turns 
which is necessary for 7,400 lines of force per square centi- 
metre in cast iron, will suffice to produce 15,000 — ^that is to 
say, nearly double the number of lines of force if cast steel 
be employed. In other words, to produce a given number of 
lines of force, </>, we must give to a cast-iron magnet a sectional 
area twice as great as that required when cast steel is used. 
But as the price of cast steel is from 2id. to 3d. per pound, 
whilst that of cast iron is from ijd. to i^J^d., the costs of the 
metal employed in the two cases will be nearly equal. 

On the other hand, all workshops do not possess a foundry 
for steel, whilst few will be found wanting in one for cast irour 
Consequently, if steel field magnets are required, the work 
will be considerably retarded (often by about three or four 
weeks). Further, to the cost of the cast iron the cost of 
transport and retouching must be added. It should be finally 
remembered that, when cast-steel field magnets are used,, 
the body of the machine cannot be cast in iron together with 
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the journals. In short, in making a comparison of the 
advantages and disadvantages, it will generally be found best 
with large machines to make the body of the machine of 
cast iron and the cores of the field magnets of cast steel of a 
circular section ; the weight of the copper finally used will 
thus be found much reduced. 

This does not apply to cases where cast steel costs less 
than 2id. per pound, when the choice should be in favour 
of cast steel. 

2. Field-Magnet Bobbins. 

Space for Wielding. — It is necessary to avoid too great 
limitation of the space reserved for the field-magnet windings^ 

Turning to the formulae (64, p. 88) we find that the space 
necessary for the field-magnet windings is determined by 
the product s x N. But we have 

,s — J 

E 50 

r N 

and N,., = ^1^ 

Multiplying these two equations together, and taking 
account of the space which must be allowed for the necessary 
insulation, we see that the total space, F, which must be 
reserved for the windings, is given by the equation 

F = c s N„, = c ^^^ ^'" ^' ^ , in millimetres. 

50 w 

In this formula we designate by 

w, the loss in watts per bobbin ; . 

(Cm Nm), the number of ampere-turns per bobbin ; 

L, the mean length of a turn, in metres ; 

Cy a coeiBficient (see following tables). 

We may distinguish between two species of windings. 

In the first, each turn of a particular layer is wound so 
as to lie between two turns of the lower layer (Fig. 223a). 
In the second the wires are directly superposed in winding 
(Fig. 2236). As the first method is particularly applic- 

21 
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able to conical windings, we will call this conical witiding, 
whilst the latter method will be called rectangular winding. 

The coefficient c decreases with the diameter of the wire, 
and its values are given in the following table. 

Table of Valuks ok c. 



Diameter of wire in mm. = i 0*5 



Rectangular winding 
Conical winding 



f = ■ 5 
c = \ 375 



2 '9 

2*2 



215 

1*4 



1-86 
1*9 



1-68 
1*26 



5 and more 

I '57 
118 



Suppose that 

N = total number of turns in a bobbin. 

N = „ „ „ „ in the lowest layer. 

The number of layers will be in the case of a conical 
winding 
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Fig. 223. 



When a core with a circular section is used, instead of one 
with a rectangular section, we can economise by about 10 to 
12 per cent, of the copper. If we replace a core of cast iron 
with a rectangular section by one in cast steel with a circular 
section, the weight of copper used is decreased by from 
30 to 35 per cent. 

Construction of the Bobbin. 

The shell of the bobbin is generally made of compressed 
card, isolite, amianthus, or Vulcabeston. Ebonite is not well 
adapted for this use, since it buckles badly when heated. 
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In many dynamos we find the shell composed of iron or 
sheet zinc and insulated with cloth or paper, the extreme 
•cheeks being made of wood. In the case where a conical 
-winding is employed, a shell in iron or sheet zinc with a 
paper insulation may rationally be used ; the edges of the 
metal should be bent round so as to secure an attachment 
between the wires and the bobbin, as shown in Fig. 223a. 

In order to iix the bobbins to the field magnets, use is made 
. of bolts or angle pieces ; these are used throughout when 
the shell is made from an insulating material. In cases where 
iron is used in making the shell, lugs may be riveted on to 
-the latter, and these may be bolted to the core. In case of 
•conical windings the extreme wires of a layer must be held in 
Iheir places by several turns of ribbon. 

Conductors for the Main Current. 

It is not wise to prolong the wires directly to the 
terminals ; for these connections, cables or ribbons of copper 
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rare always employed. The latter are very useful for connect- 
■ing different coils between themselves, which may be done 
by screwing the ends of two of the ribbons together. To 
prevent a rupture in the connection, we may solder the copper 
ribbon to several turns of the winding (Fig, 2246). Another 
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very good arrangement is to wind the whole of the last layer 
over the insulated metal ribbon, which is to be used to convey 
the current to the terminals. If a mica insulation is employed, 
the exterior aspect of the coil will not be affected. 

The firm of Gebr, Adt, at Ensheim, Alsace, as well as 
other makers, manufacture shells for the field-magnet 
windings from compressed card (isolite) in which the end 
of the wire is placed in a groove made for that purpose. 

Although the arrangement of the connections of the field 
maj^net*; appears to be of little importance, yet the method 
to be used should be carefully considered. Indeed, when 
this part of the work has not been well executed, the whole 
dynamo presents a miserable aspect, and gives one the idea of 
hasty and discreditable work. 



The same thing may be said of the construction of the field- 
magnet coils in general. Particular attention should be paid 
to the places where one layer ends and the next begins. In^ 
spite of all the trouble with which this work may be executed, 
crossings are always formed here which present an 
appearance anything but elegant. For this reason the 
defective side should be placed, when the bobbin is finally 
mounted in position, so as to escape observation- 
Further, windings composed of thin wires often present the 
inconvenience that the external surface of the windings is 
irregular. We could avoid this inequality by placing, below 
the last layer or two, a sheet of cardboard of sufficient 
resistance on which the final windings may be evenly 
executed. This is only possible, however, in case of rect-- 
angular windings. 
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Another procedure, mostly employed in the United States, 
is to finish the winding of the field magnets with a layer 
formed of a number of turns of thick cord {septin), which 
presents an agreeable appearance, besides affording an 
excellent protection to the enclosed wire. 

C. Terminals 

Table ok Dimensions ok Terminals. 
(See Fig. 225 for meaning of letters.) 
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French screw gauge (Society d 'Encouragement). 



D. Screws for Tightening Belts. 

When dynamos are not coupled directly to the engine which 
drives them, they should be always supplied with screws for 
tightening the belts. The price paid for these is insignificant 
in comparison with the advantages gained by their use. In 
the case of dynamos of average output, we may content 
■ourselves with two rails provided with a couple of adjusting 
screws. Large machines require a third rail in the midst 
of the base without an adjusting screw. 

Fig. 226 shows a certain number of arrangements. 

Fig. 226a is the most used arrangement. In Fig. 2266, 
the advantage of being able to considerably shorten the 
screws is manifest ; however, for large machines the 
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preference must be given to the arrangement shown in 
Fig. a, or, better, the carriage may be furnished with a 
screw which is in tension when producing a displacement^ in 
the required direction. When a square-threaded screw is 



; 




used, the expense of cutting a special nut to fit it can be 
avoided by casting one on the screw in some special alloy. 
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CHAPTER IX. 

Description of some Types of Dynamos. 

After having in the last chapter passed in review the 
different parts of a continuous-current dynamo, we will in 
the present one give a certain number of designs and views 
of complete machines. 

We shall seek, on the one hand, to present a tolerably 
complete account of the rational combinations of the various 
elements of such machines, and, on the other hand, to give 
some information respecting recent improvements in dynamo 
design throughout the world. 

As, in general, the study of machine design should precede 
that of the applications of electricity, we shall dispense with 
giving perspective views whenever such are not required to 
render the diagrams intelligible. Moreover, we have made 
a point of including no dynamo which cannot be considered 
as typical, whatever its origin may have been. 

Oerlikon Works. — Figs. 227 a and b show two diagrams of 
a bipolar dynamo designed for electric lighting purposes by the 
Oerlikon Company, It could be considered as typical of a 
great number of machines in which the special feature is a 
double magnetic circuit, with the bobbins placed directly in 
the neighbourhood of the poles. Amongst other advantages of 
this special type, we may mention the simple form joined to 
reduced weight, together with a very small external stray 
field (any leakage which occurs being chiefly in the interior 
of the machine), all of which render this type very suitable 
for small motors of less than 20 h.p. It is, indeed, the type 
of machine which we most often meet with. In order to 
improve its appearance, the armature is furnished with a 
cloth covering, which is maintained in position by means of 
two bands. 
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In the case of Fig. 228 (a and 6), which represents a more 
ancient type of machine constructed by the same firm, which 



is still, however, used for the transport of energy at a high 
voltage, we once more find the double magnetic circuit, hut 



each element now possesses a special bobbin. Concerning 
the lubrication, we may add that in all recent machines 




lubricating rings have been 5 
found in the earlier types. 



abstituted for the wick-lubricators 
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This type of machine, known as the "Manchester" 
type (first built by Messrs. Mather and Piatt), presents 
great advantages in regard to its form and in the method 
of its construction, in spite of certain faults — such, for 
example, as its excessive weight, the large amount of its 
magnetic leakage, etc. However, if it were necessary to 
construct a dynamo in which the weight should be reduced 
ti) a minimum, one after the Manchester type might be 
designed that would be no heavier than that previously 
mentioned. But in order to obtain a favourable external 
appearance, some concessions are usually made at the 
expense of the weight. 



This type of machine has been perfected, as far as appear- 
ances are concerned, by ihe firm of Brown, Boveri, and 
Co. Fig, 229 is taken from a photograph of a machine 
made by this firm. Details of brush-holders and screws for 
tightening the belts have already been given in Figs. 211, 
aij, and 226d. A ring armature is employed. 

Fig. 230 (a and b) refers to a four-pole dynamo made at 
the Oerlikon Works ; the armature has been shown in 
Fig. 186 on a larger scale. In order that the armature 
ma)' be easily removed, the upper half of the field magnets 
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is removable, an arrangement generally observed in large 
dynamos. The cores and the circular yoke of the field 




magnets are cast in iron, in a piece with the journals. The 
pole-pieces have been suppressed in order to simplify the 
work of adjusting. 
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Probably the first vertical dynamo ever made was con- 
structed in the Oerlikon workshops ; the use of large machines 
of this class in numerous installations has fully confirmed the 
advantages claimed for this form of construction. The six- 
pole dynamo of 120 h.p. (represented in Figs- 231 and 232) 
is used to excite the Thury generators employed in the 
transport of energy at Chdvres, near Geneva. The weight 




Fig. 231a. 



of the armature is, as has been said, supported by the 
turbine. The bush of the inferior bearing is in two pieces, 
of the same diameter as the collar of the shaft, so that the 
latter may be withdrawn from above. Lubrication is effected 
by means of a sight-feed lubricator (shown on the left of 
Figs. 231 and 232). The upper bearing is lubricated directly, 
whilst a longitudinal hole in the shaft carries oil to the lower 
.bearing. Oil-catchers are provided on both bearings. 

The winding is effected according to the principles detailed 
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on p. 31. As it was necessary, for special reasons, that the- 
commutator should be situated at the upper end of the 
armature, the latter is protected with a covering of cloth. 

Alioth and Co. (Basle). — All the Alioth dynamos are 
multipolar, even those of 2 kw. They are characterised 
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by the round form of the field magnets and their favourable 
appearance. Figs. 233 and 234 show various particulars of 
a small dynamo of 15 kw. The poles of the iield magnets 
are made of cast steel, and are bolted on to the circular' 
yoke of cast iron. 

The pole-pieces present this special point, that their edges 
are inclined ; this arrangement is often seen in German 
machines. It permits us to decrease the angle of lead- 
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of the brushes without increasing the magnetic leakage 
unnecessarily. The arrangement to effect an interior venti- 
lation may be specially noted, as well as the cap-like form 
given to the support of the brush-holders, which is furnished 
with a toothed crown (Fig. 234), which serves at the same 



time to protect the armature. In small dynamos of this 
type the bearings are in a single piece ; larger machines 
have these, as well as the circular yoke, in two pieces. 
The generator for the tramway station at Basle is con- 
structed similarly (Fig. 235). That dynamo was exhibited, 
at the Swiss Exposition at Geneva in i8g6. 
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The following are some data with respect to this machine : 
Output = 300 h.p. 
Speed = 85. 
Number of poles = 12. 
Diameter of armature, D = 200 cm. 
Length „ ^ ^ 45 cm. 

Number of commutator sections = 365, 
Length ,, „ = 13 cm. 

Diameter „ ' „ = 130 cm. 




Klc:. 234. 

In this dynamo the current is collected by means of a 
special arrangement which takes the place of the loose 
cables which usually make connection with the brush- 
holders. 

Compagnie de l'In4tistrie Electriqtu {Societe Thury), (Geneva). 
This company has for several years constructed a type of 
dynamo (Figs. 236 and 237) which is characterised by field 
magnets of a special form. A specialty is made of installa- 
tions for the transmission of energy at very high pressures. 
Thus the installation at Biberist has worked for six years 
at a pressure of 3,500 volts without stopping, except on 
. Sundays. 



It may be observed that these dynamos have been designed 
to work at a pressure of 5,000 volts, an unusually high value 




for Europe, though one often attained in the United States 
by arc-lighting dynamos 
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The dyaamos designed for the transmission of energy are, 
as a general rule, wound in series. However, M. Thury has 



constructed shunt-wound machines working at i,6oo volts (!) — 
for transmission of energy at Stanserhorn. 

The most characteristic point in the Thury system 
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consists in employing series-wound motors coupled in series, 
with a constant current strength, an invariable speed being 
obtained by the use of speed regulators, which vary the 
number of active turns in the field-magnet windings (see 
the photograph of a series motor. Fig. 237}. In the first 
such installation for the transmission of energy, that 
at Gfines, three generating stations were provided ; the 
number of motors was 22, and the complete pressure 
8,500 volts. The pressure is still higher in the installation 
at La Chaux-de-Fonds and at Locle (eight units with a 
total pressure of 14,400 volts). 



Fui. 237. 

It goes without saying that in cases where high pressures 
are employed, the armature as well as the field magnets must 
be carefully insulated from the base-plate. Another precaution 
<:onsists in mounting the dynamo on porcelain insulators, 
shaped like inverted bells, instead of on wooden beams. 

For pressures up to 1,800 volts M. Thury employs drum 
windings; for higher pressures, ring windings are used. The 
field magnets, made of laminated wrought iron, merit special 
atteQtion. Practice has led to the establishment of a certain 
email number of standard sections for the armatures; the 
dimensions for any particular machine are obtained by com- 
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bining one of these sections with an appropriate length of 
armature. 

The following table contains some numerical information 
relating to Thury dynamos. 



Horse-rower. 


25 to 
30 


50 to 100 to 
100 200 

1 

1 


300 to 
400 


500 to 
600 


800 


1,000 


1,500. 


S|wed 

Number of poles... 
Bore of field magnets 


4 


1 

450 375 
6 ; 6 

580 750 


315 
1,250 


275 
8 

1,500 


240 
8 

1.750 


180 

10 

2,200 


150 

12 

2,500. 



Commutator 



The following data apply to a vertical generator for the 
railway at Mont Seleve, and correspond to the last column but 
one in the foregoing table. 

Pressure = 600 volts. 

Current strength = 275 amperes. 

Speed = 45. 

Armature = 451 coils, each consisting of four parallel 
wires. Diameter of bare wire = 3*3 mm. 

Diameter •« 1,800 mm. 
Number of sections = 451. 
Number of lines of brushes = 12, each com- 
prising three brushes. 

)8=.o-8. 

Diameter of wire = 7*5 mm. 

Current strength = 100 amp. 1 separate 

Pressure -^100 volts J excitation. 

For very small motors M. Thury has employed a type often 
used in modern alternators, with a commutator of which the 
construction is indicated in Fig. 238 (English patent 
No. 29,226, Dec. 19, 1896). It may be remarked that the 
author had independently arrived at a similar design to that 
of M. Thury. The first drawing is dated June, 1895 (see 
also Plate II., Fig. 40, of the third German edition of the 
present work, published on Oct. 30, 1896). This is derived 
naturally from the ordinary type by suppressing all the 
positive OY all the negative poles. As a consequence, in order 
that the magnetic circuit may be closed within the machine,, 
thus avoiding unnecessary leakage, the shaft must be enlarged 



Field magnets 



I 



so as to gather together the total magnetic flux. The winding 
of the armature is identical with that of ordinary machines. 



It may easily be seen that the pressure will be, for the same 
number of lines of force, equal to half that of an ordinary 
<lynamo of similar dimensions and speed. 



342 CONTINUOUS CURRENT 

This great inconvenience is nevertheless compensated for 
by the possibility of employing a higher saturation and poles 
embracing a greater arc. In fact, whilst in an ordinary 

dynamo the polar arc is equal to about — ~, it can be made 

equal to -'"' in the form we are considering, unless the 

2p 
leakage is unusually great. 



I''lr,. 239, — 5 kw. Bijjolar Djuamo, dcsignedlby the Aulhor. 

J. Farcot (Saint-Ouen). — Continuous and alternating current 
dynamos have been constructed in these workshops during 
two years from plans furnished by the author. A certain 
number of details of these machines have already been given ; 
among others, the holder for carbon brushes which is 
employed in all machines whose output does not exceed 
170 kw. Among the numerous types which have been 
constructed for various purposes, we will describe a few of 
the principal ones. 

The bipolar type (Figs, 239 and 240) is constructed for out- 
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puts between 2"5 kw, and i8 kw. The particular form given 
to this machine is due to its being designed to drive machine 
tools, cranes, etc. In these cases it is desirable that the 
motor should occupy as little space as possible on either 
side. Moreover, care must be taken to protect the wiadings 
from external influences. The field magnets comprise only 
a single bobbin, an arrangement which the author has 
employed for the last eight years. The asymmetrical field 



which results is compensated for by a corresponding dis- 
placement of the brushes toward one side or the other. 
Owing to the dimensions and the method of winding 
chosen, both of which were calculated out with great 
care, the load on this machine may be increased without 
displacing the brushes from open circuit to about 20 or 30 
per cent, above full load without any sparks whatever being 
observable. 

This absence of sparking is probably due in part to the fact 



— 50 kw. Four-Pole Dynamo, designe 
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that the wires composing each section of the annature are 
distributed in several slots (French patent, June 4, 1894). 
A current of air circulates on a]l sides of the lateral junctions 
of the armature wires, and these junctions are easily accessible 
when it is necessary to repair the machine. 

All the windings were executed by the aid of formers. 

The more powerful machines, of from 25 kw. to 80 kw., are 
furnished with four poles. Figs. 241, a, b, c, refer to one of 



these. Let us turn our attention especially to the winding, 
which consists of copper bars bent at the end of the armature 
nearest to the pulley ; the winding in this case is therefore 
executed with the use of only a single cross-connection, the 
other being disposed along a radius (French patent, July i, 
1897). At the end next to the commutator each bar is 
provided with a soldering. In this manner it is possible 
to replace any particular insulated bar without interfering 
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with the rest of the winding, an advantage previously confineti 
to riag windings. 

The cast-iron spokes of the armature spider are inserted in 
the wrought-iron discs so as to act as drivers. 

To diminish the transverse induction which is so prejudicial 
to the good working of a machine, grooves of from 2 cm. to 
3"5 cm. deep are cut in the poles. 



l']i;, 242. — Koiir-I'olc Uyivmio, (li-sigiii;a by ilic rtuumr. 

We have already described the tightening screws (Fig. 226b} 
and the brushes (p. 220) in these machines. 

The dynamos made in the Farcot firm, when their output 
exceeds 100 kw,, have six or eight poles; they are provided 
with a circular yoke of cast iron, provided with field-magnet 
cores, of circular sections, made from cast steel. We have 
enumerated in Chapter VIII. the advantages gained by this- 
arrangement. 
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■ r — 



t U- '-^^i 4. — «"^ — -\ 

-170 kw. Six-Pole Dynamo, deigned by the Author. 
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Figs. 243 a and c show a dynamo of 170 kw. andjspeed of 
360 revolutions per minute ; a dynamo of this type is installed 
in the bicycle works of MM. Darracq and Co., at SuresneSr 
near Paris. 



Fic. 443'- 

Fig. 244 gives a photographic view of the dynamo. 
The following data refer to this machine : 

D = 116 cm. I = 40 cm. 
N = 216 

C = 1,360. E = 125 volts. 

The machine is worked on the Farcot system, by a single- 
cylinder Corliss engine, to which the following data refer : 
Diameter of cylinder - 515 mm. 
Length of stroke = 1,150 mm. 
Speed = 72. 
We will mention a few other dynamos constructed in these 
works. 

Figs. 245 a and b show a continuous-current dynamo of 
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■600 h.p., designed to be coupled directly to tlie engine : the 
speed is 60 revolutions per minute. 

As it was necessary in this case that only one bearing should 
be provided, the armature was arranged as shown in Fig, 2456. 



Kic. 244. — 170 kw. Dynamn, iJc:iigne;l by the Author. 

The elastic foundations must be made with the greatest 
care, since vibrations will tend to' alter the air-space at each 
stroke of the piston, and thus to give rise to magnetic tractive 
forces of considerable magnitude. This difficulty has been 
overcome, in the dynamo at present under consideration, by 
rendering the magnetic traction constant whatever may be the 
position of the armature. 

The armature is wound according to the Arnold system, 
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h 



and the field magnets are furnished with a single bobbin (see 
** Die Ankerwicklungen und Ankerkonstruktionen," Arnold : 
Berlin, 1891). 
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In the vertical motor (Fig. 246 a and c), which was designed 
to work a pump, the^weight of the latter, as well as that of 
the shaft, is supported by a collar, assisted by a magnetic 
compensator. 

In certain machines constructed after this type it has been 
found necessary to vary the speed between wide limits. Use 
is thee made of motors with two windings, the armatures being 



Fig. 245*. — 600 h.p. l>ynaiii(i, ilesigned by Ihe Anihor. 

connected, according to the requirements of the case, in series 
or in parallel. 

Lastly, we will mention a small dynamo of 400 amperes, 
destined to be used for purposes connected with electrolysis 
(Fig. 247 a and b). This machine is provided with the 
compensating winding invented by the author in 1890. Tests 
have shown that it is able to work for some hours at three 
times the normal load%vithout the least sparking at the brushes. 
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The establishment of Breguet, at Paris, is counted 
amongst the most ancient dynamo works in France ; 
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Fig. 246a. 

this firm, as well as that of Farcot, at Saint-Ouen, manu- 
facture only those type^ of machines which properly 

23 
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belong to them. Amongst the dynamos constructed by 
Brfcguet we have already mentioned the Desroziers cob- 



tinuous-current dynamo furnished with a disc armature. 
This type of machine is mostly employed when it is 
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necessary that the dynamo should be coupled directly tO' 
a steam-engine ; it works well provided the foundations are 
solid. That which strikes us in these machines is their 
extreme lightness. However, it should not be forgotten 
that the weight of copper is much greater jn this than in 



other types, on account of the great air-gap. If we calculate 
the total weight of a dynamo from the formula 

Weight - c (o-tput in vvattsyi^ 
\ Speed ^ 

the coefficient e is comprised between 120 and 140 for 
Desroziers dynamos, whilst it attains in other machines 
a value of 160 to 170, and even 200. 

Besides disc dynamos, the firm of Br^guet construct a 
great number of other continuous-current machines, which 
are destined for ordinary employments or for special purposes. 

Figs. 248 a and b illustrate a small bipolar motor, with 

23* 
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a single field-magnet bobbin. One of the journals is made 
from cast iron similar to that employed for the base, the 
other is of bronze. The armature is of the ordinary Gramme 
ring type ; this form is often employed in France. 



I'll;. 1470.— D)ii;imo Jor IliBii Amporeagc, cltsignt-d hy the Aitlhar. 

Another dynamo, designed to be coupled directly to a 
steam-engine, is shown in Figs. 249 a-c. The yoke for 
the field magnets is in two pieces ; four poles with two 
exciting coils are used. To reduce the number of brushes 
to two the ring armature is wound in series, the different 
sections being joined by means of cross-connections on the 
commutator. 

The following are some data in connection with this 
dynamo. 



C = 300 amperes, 
E = 82 volts. 
w = 350- 
D = 52 cm. Di = 38 cm. / - 30 cm. S = 
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Fig. 249 a and i.~2$kvi. Bi^guet Dynai 



All dynamos made by the firm of Breguet are furnished 
with ring armatures when the output is not greater than 
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Z2 kw.; with a greater output either drum or ring windings 
are employed, according to circumstances. 

The Cotnpagnte de Fives-Lille works the patents of the 
AUgemeine EUklricildts-Gesellschaft, of Berlin. 

Amongst the important installations designed by this firm 
we will mention only the Edison station at the faubourg 
Montmartre. This installation is particularly interesting, 
since the generator is designed for the system of distribution 
by means of three wires, described on p. 253 (see the article 
by M. P. Girault, Eclairage Electrique, Jan. 29, 1898). 



This dynamo (Fig. 250, a-c) can furnish a current of 1,330 
amperes at a pressure of 2 x 150 volts, its speed being 300 
revolutions per minute. 

The following data apply to this machine : 
Armature (with slots nearly closed) — 
D = 173 cm. D, = 120 cm. / = 45 cm. 
N = 400 (Mordey winding). 
p-p,-5- 



36i 



Fii;. 150 a anil /i.—l'ives- Lille Company 400kw. Generator, 
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= about (g90 + 2o)><6o x lo 

400 X 300 



» 



= 15,500,000. 



The conductors, reuniting the middle points of the various 
cross-connections with the appropriate commutator sections, 
are made from bands of nickeline, so as to introduce a certain 
resistance into the bobbin which is being commutated. 
Although this supplementary resistance (Fig. 250) is relatively 
large when compared with that of a single armature section, 
it is yet small when compared with the resistance of the 
whole armature. 
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Fig. 2$oc, 

Field magnets: Resistance of eight bobbins in series = 46 «. 
The body of the machine is in Robert steel. 

The equalising bobbin (see Figs. 251 a and b), which 
resembles an old Zipernowski transformer, is composed of 
a hub formed from circular discs of sheet iron clamped 
together . by means of insulated bolts. 
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L. Couffinhal (Saint-Etienne), — In the CoufRnhal machine 
<Fig. 252 a and b) the transverse induction is almost com- 




Fives-Lille Compensation Coil. 



pletely suppressed by the aid of divisions in the poles (see 
Fig. 142). The bearings each possess two lubricating rings. 
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Allmanna Svenska Elektriska Bolaget (Wenstrom Company), 
now at Vesteras (Sweden). — This company has patented a 
large number of remarkable inventions relating to applications 




of electricity. It is well known that Jonas Wenstrom was 
one of the first electricians to study the subject of electric 
traction in connection with the use of dynamos with revolving 



DYNAMOS. 



365 



fields. That engineer was also the first to construct a 
<iynamo entirely enclosed in iron, as well as armatures 
with tunnels for the conductors. We might further 
consider him as the inventor of field magnets with a single 
central bobbin (Plate II., Fig. 36), which play such an 
important part in the construction of alternators. (See an 
article by Rob. Dahlander in the Teknisk Tidskrift, Stock- 
holm, 1896, and Lumiire ElectriquCy vol. ii., p, 21, 1886.) 




P'iG. 253a. 



Fig. 23, Plate II., shows a form of machine formerly made 
by this firm, but now abandoned. Figs. 253 and 254 
of the text represent two more recent patterns. The first 
of these dynamos has an output of 115 h.p., and has a 
speed of 435. The second has an output of 320 h.p., and a 
speed of 235. The circular yoke as well as the cores of the 
field magnets are made from cast steel; the pole-pieces, 
which are bolted on to the cores, are of cast iron. 

The tendency, which we have already remarked in the 
Alioth dynamos, to carefully work all the bearing surfaces 
is equally manifest in this machine. On the construction 
of the bearings great care is bestowed ; each of these is 
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provided with two lubricating rings, and, in its midst, with 
a spherical bush. Similarly, the brush-holders are carefully 





f=^. 



x;^ 




P^IG. 253 b and c, — Wenstrom Company Four-Pole Dynamo. 



and solidly made. The tunnelled armature is furnished^, 
beside the principal windings, with a Sayers compensating 
winding (see p. 42}. Thanks to this arrangement, when 
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the machine is working under full load, or even when it is- 
overloadedy no sparking is produced, and no displacement 
of the brushes is necessary. 
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Siemens and Halske (Berlin). — We have already alluded in 
•several places to improvements in dynamo design due to 
this firm ; those in connection with self-excitation, drum 
winding, etc., may be especially noted. Of all the continuous- 
current machines constructed by this firm, none is more widely 
used or more generally known than that classified as type J, 
which carries poles placed in the interior of the armature. 
This type of machine is well adapted to be directly coupled 
to a steam-engine, and possesses great advantages both from 
its compactness and its lightness. The reason of this is 




Fic. 255rt. 



that the armature is used under the most advantageous 
conditions, and that thus both the length of path of the lines 
of force and the weight of copper in the armature are reduced 
to their minimum values. It only remains to be said that 
the restricted space to be disposed of for winding generally 
necessitates the use of cast steel in the magnetic circuit, thus 
leading to a great reduction in the weight of the machine. 

As this dynamo is generally designed to be coupled directly 
with a steam-engine, a special base-plate is unnecessary, and 
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Fig, 355 b and c. — Siemens and Ilalske, Berlin. 

■the field magnets may be bolted directly on to that of the 
engine. 

24 
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Messrs. Siemens and Halske construct this type of dynamo 
under two forms : (i) with a special form of commutator 



Fig. 356 a and j.— Soci^ti Alsacienne, Belfoit. 

such as that shown in Fig. 255 ; (2) without this special 
form of commutator, as shown in Fig. 256. In this latter 
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case the brushes rub directly on the external surface of the 

armature windings. 

In the dynamo of small output (Fig. 255), which is well 

adapted for service on board ship, the external bearing is 

overhanging, and constitutes at the same 
time a protection for the armature. The 

■ 

discs of which the latter is constructed 
are maintained in position by means 
of ten insulated bolts, which are furnished 
at one of their extremities with bronze 
sockets bolted on to the ten spokes of 
the armature spider. These bronze sockets 
are so arranged that the iron of the 
armature is insulated from the cast-iron 
spokes of the spider. 

We have already mentioned (Chapter VIII.) the particular 
construction of the commutator. Connection between the 
lines of brushes of the same sign is effected by means of 
copper bars placed between wooden boards. It may be 
added that all the machines are furnished with an arrange- 
ment by means of which the brushes may be raised on 
starting or stopping the steam-engine ; all possibility of 
injury to the brushes, should the engine start in the 
wrong direction, is thus avoided. 



Fig. 257. 







Fig. 258. 



Figs. 256 to 258 show different views and details of a 
g6-kw. machine with interior poles, constructed at the 
works of the Societe Alsacienne dc Constructions Mechaniques 
at Belfort, which has acquired the French patents of the 
Siemens and Halske machines. This dynamo is not furnished 
with a special commutator. 

The following data refer to this machine : — 
E = 275. C = 350. n = 210. 



24^ 
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Armature (14 bolts of 2*3 cm. diameter) : 

D -= 138 cm. / = 35 cm. 
Dj= 117 cm. 
N = 840. 
s = 100 sq. mm. at the circumference and 45 sq. mm. 

for the interior winding. 
Resistance between two consecutive brushes = o'oi6 o>. 
= 10,000,000. 
B„ = 15,600. 

Field magnets (in cast steel) : 

S/ = 75 >< 35 sq. cm. 
<J = 3 cm. 
Resistance » 42 w. 

The great advantages possessed by this type of machine 
(with interior poles) have led to its adoption by several 
German firms, amongst others by Messrs. Naglo Bros.y of 
Berlm, and Messrs. C. and E. Fein, at Stuttgart. It is 
probable that this type of machine was first constructed 
by Messrs. Ganz and Co,, of Budapest, who subsequently 
abandoned it (see Lumiere Electrique, 1887, vol. ii., p. 182). 

The dynamo of which we have spoken, in which the brushes 
rub on the external surface of the armature conductors, would 
appear at first sight to be open to grave objections relating to 
the above-mentioned structural detail. But it appears that 
such objections are not well founded ; experience during the 
last 10 years has completely refuted them. This may partly 
be explained by the excellence of the work bestowed on these 
machines. Further, it is evident that the peripheral speed of 
the armature conductors in this machine is not much greater 
than that of the surface of the commutators in others, there- 
fore no greater wear need be anticipated in this than in other 
cases. We will mention finally a small bipolar dynamo of the 
type 4H5 with a drum winding (Fig. 259). The following 
data refer to this machine : 

E = 150. 
C = 25. 
n = 1,050. 

D = 18 cm. / = 20 cm. 

N = 960, distributed between 40 slots (N^ = 40). 
N2 =* 20. 
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In addition to the special details of the commutator already 
described (p. 296), it may be mentioned that the) sections 
are interchangeable. To preserve the armature from external 
influences, it is enclosed in a suitable cage. 



Eleklriciliits Aktien-Ceselhcha/t, vormals Schuckert Jind Co. — 
The first dynamo with a flat ring armature and" lateral poles 
was probably constructed in the workshops of this company 
(1876). Although other forms of dynamos are constructed 
by them, those with flat ring armatures constitute the 
speciality of the firm. As is well known, these machines 
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present the advantage that the air-space between the core 
of the armature and the poles is not modified when the shaft 
bends. Further, the space occupied by the field magnets and 
their yokes is smaller than in other machines, and the con- 
struction of the armature core is considerably simplified. 
This advantage is, however, counterbalanced by the high 
price of the iron ribbon, which is often 30 cm. broad ; the 
price of the ribbon being 46. per lb., whilst that of the 
ordinary discs is i|^d. to 2^d. per lb. Moreover, it becomes 
difficult to obtain ribbons of a sufficient length when the 
machines exceed a certain size, and in all cases the quality of 
the iron, as far as relates to hysteresis losses, is much inferior 
to that generally used in the construction of armatures. 

In flat ring armatures the Gramme winding is employed. 
Figs. 260 a-c are drawings of the type J L 18 for direct 
coupling with an engine. The dynamo in question is placed 
in the generating works at Hanover. 

The following are data referring to this machine : 

£ = 250 volts; C- 1,600 amperes; speed = 110 revolutions 

per minute. 
Number of poles = 14; number of brushes* 6 (Mordey 

winding). 
Mean diameter of armature = 260 cm.; height of iron 

= 50 cm. 
Width of iron = 19*6 cm. ; number of wires = about 1,120. 
Number of commutator sections =» 1,120 

Fritsche and Pischon (Berlin). — The machines constructed by 
this firm are characterised, without exception, by their 
originality. Perhaps the best known of these is the dynamo 
with a '* wheel armature," a name given to a particular form 
of disc armature. 

The idea of a disc armature is by no means novel, since 
Paccinotti, in 1875, designed a machine possessing an arma- 
ture of this class. Since that time a large number of patents 
for improvements have been applied for by Messrs. Jehl and 
Rupp, Edison and Desroziers, to mention only the better 
known inventors. The disc armature presents, in com- 
parison with an ordinary armature, the great advantage that 
the iron core is abolished, thus materially decreasing the 
total weight of the machine. But all the types due to the 
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just mentioned inventors have the disadvantage of great 
want of solidity and strength ; to which must be added 
the considerable weight of the copper in the field-magnet 
windings, owing to the great magnetic resistance of the 
air-gap. The above faults, which have up to the present 
been very prejudicial to the use of armatures of this kind, 



have been entirely suppressed in the Fritsche dynamo by the 
use of an ingenious arrangement which permits of these 
machines being so constructed as to compare favourably 
with dynamos of ordinary types. 

The characteristic of the Fritsche dynamo consists in the 
wheel-like shape of the armature, the conductors forming the 
spokes, whilst the rim is formed by the commutator (German 
patent No. 57,170, April 16, 1890). But, while in the pre- 
viously-mentioned disc armatures the windings are always 
disposed in two planes, thus necessitating a wide air-gap, the 
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windings of Fritsche's^ machine are all situated in a single 
plane. The scheme of winding differs in no essential particular 
from that of an ordinary drum winding. We can form some 
picture of it by supposing that those armature wires, which 
in ordinary windings are in a plane perpendicular to that of 
the paper (Fig. 2616), are here disposed along the radii, and 



that the connections at the further end of the armature are 
now made on the circumference of the armature. The 
radial bars are wholly or partly made of iron so as to diminish 
the magnetic resistance between the poles. The connections 
between the bars are effected by means of thin ribbons of 
insulated copper, riveted or soldered to the bars. The odd 
radial bars terminate on a brass bar, a (Fig. z6ia), which 
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is bolted to a commutator section ; the even bars are main- 
tained in position by the insulated pieces, c, which are screwed 
between them. In the following table some information is 
given as to dynamos with wheel armatures. 



Type. 

Volts 

Amoeres 


M. 

240 
270 

13s 


CL. 
220 
160 
130 


C. 

120 
180 


Speed 


180 






External diameter of arma- 
ture 


1,880 mm. 
230 
210 
90 
10 
522 
/ Thickness 
= 2x 15 
\ Length 80 
6oxo*8 
0*042 « 

39*936 

\ , 

Mi megohms 

22-5" C. 

10* C. 

2,250 kgrm. 

6,600 kgrm. 


742, of which half are of iron 

Thickness 3 x 60 for the iron 

Thickness I'SX30 for the 

copper 

0*0707 a> 

20-58 

II megohms 

17* C. 

2I^C. 
680 kgrm. 

2,900 kgrm. 


1,100 mm« 


Length of commutator 

Height of poles 

Distance l^et ween poles 

Number of jxiles 

Number of conducting bars . 

Dimensions of conducting 
bars 


8 
398 


Dimensions of junctions 

Resistance of armature 

Resistance of field -magnet 
windings 

Insidation resistance of 
armature : 

Insulation resistance of field- 
magnet windings 




Heating of armature ........ 

Heating of field magnets ... 

Net weight of armature 

Net weight of the complete 
machine 


560 kgrm^ 
2,700 kgrm. 





Another original arrangement is that of the bell armature 
of Fritsche, of which Fig. 262 gives some particulars 
(German patent No. 78,075, May 20, 1893). All the poles- 
around the periphery of the machine have the same sign. 

The excitation is maintained by means of a single bobbiur 
The armature coils, 6, are constructed with the aid of a 
former, and are maintained in position by the cap, c^ 
To diminish the resistance of the air, the iron bars, a, 
are added, and the commutator sections are placed against 
these. Lastly, the ring d is destined to keep these in position 
against the action of the centrifugal force generated during 
revolution. 

In considering English dynamos, a noticeable predilection 
may be observed for bipolar machines of the horseshoe t3^ey 
arranged sometimes with the opening between the poles upper- 
most, sometimes with this arrangement reversed (Edison and 
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Hopkinson). This predilection may certainly be explained by 
the low cost of materials in England which permits of the 
luse of the above forms even in large machmes 




Messrs. Easton, Anderson, and Co., of Erith (to whom Mr. 
V. A. Fynn is the chief engineer), is the only firm in England 
<;onfined to the construction of multipolar machines. 



The types shown in Figs. 263 a, b, and 264, range from an 
output of 075 kw. at 2,500 revolutions per minute to no kw. 
at a ^>eed of 600. Four poles are employed up to 1 10 kw.; 
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between no kw. and 120 kw., six poles are used; for larger 
outputs eight and more poles are used. 

The four-pole dynamo is represented in Fig, 263, which 
represents a dynamo of 50 kw. The winding is disposed along 
cylindrical surface of the armature ; and the discs composing 
the latter are maintained in position by means of two auxiliary 
spiders. The bearings, lubricated by means of chains, present 
a special interest; the shaft provided with longitudinal ridges 
may also be noticed. The latter could hardly be procured on 
the Continent without much trouble. 



X" 



Fid, 263 b and i. — Easlon-Anderson 50 kw. Dynamu a.t 750 levs. per niin. 

Besides these dynamos, which we might consider to belong 
to normal types, this firm constructs " homo-polar ' machines, 
which are chiefly employed as motors, or as exciters for 
alternators. We have already considered a machme of 
this type when describing the Thury dynamos. The charac- 
teristic point about the machines at present under discussion 
consists in the employment of two armatures, as shown in 
Figs. 264 to 266. The winding does not otherwise differ 
from that of ordinary machines. 

It has generally been considered that this type of dynamo 
is heavier than those with alternate poles ; but experience has 
shown that when proper dimensions are given to the various 
parts of the machine, it can compare favourably with ordinary 
types. Further, there is no doubt that this type of machine 
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is well adapted for arc lighting installations, provided that 
a winding has been employed which permits of sparkless 
commutation beneath the poles. 




As may be seen from the figures, the arc of the poles which 
may be used for the displacement of the brushes is very 
large, without any great magnetic leakage resulting. 
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The type of dynamo represented by Figs. 264 to 266 works 
at a pressure of 715 volts, generating 35 amperes, and having 
a speed of 1,300. 

Number of wires in armature = 97 x 4 = 388. 

Number of commutator sections = 97. 

Diameter of armature = 3o"4 cm. 

Length of armature = I3"5 cm. 

Air-gap ■= o"2 cm. 



FIG. z6s. 

It goes without saying that the lead of the brushes will be 
small, on account of the considerable modification in the Held 
strength in the neighbourhood of the neutral line ; it only 
amounts to 2° when the copper brushes are employed. 
When carbon brushes are used, the angle of lead is practically 
equal to zero as long as the current strength does not exceed 
35 amperes. 
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The excitation is exceptionally feeble (o'ii4 per cent.)- 
According to information furnished by the makers, the dynamo 
which we are considering would possess a still greater output 



if the number of commutator sections was increased. As a. 
matter of fact, the number of commutator sections appears 
to be rather too small, according to the rules given on p. 299. 



The description of a small machine of this type may be 
found in the Electrician, July 23, 1897. The armature had 
a diameter of 28 cm. and a length of 13 cm. 
Number of commutator sections = 61. 

„ wires -• 2 X 61 '^ 122. 
Air-gap (single) = o-i6 cm. 
The lead of the brushes was very small in this machine,. 
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and sparkless commutation could only be obtained as the 
result of certain precautions. When carbon brushes were 
employed a great improvement resulted, and the machine- 
could then be considerably over-loaded without producing 
excessive sparking. 

We v^ill give some attention to the subject of the magnetic 
leakage. 

Let us suppose that the number of lines of force in the 
section / (Fig. 267) is equal to unity ; these will distribute 
themselves in the following manner : 

f=a + b+c+e = i. 
a = "897. 
b = •0412. 
c = •0418. 
e = '02. 

The leakages in e and c give rise to no further losses ; on. 
the other hand, the leakage in b will produce a real drop in. 
potential, and therefore a diminution in output. 




Fig. 268. 



Messrs. Mavor and Coulson, of Glasgow, construct dynamos- 
with Sayers windings, of which mention has already been* 
made (p. 42). 

We have considered that it might be useful to give some 
data respecting an 80-kw. machine of this type (JFig, 268)' 
which is distinguished by its lightness. 

Output : E = 100 volts. 

C = 800 amperes. 
n = 420 revolutions. 
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Armature : External diameter D = 53*25 cm. 

Diameter of the circle passing through the bottom of 

the slots = 43*5 cm. 
Internal diameter Di = io*8 cm. 
Length / =» 50 cm. 
Number of slots = 72 ; number of commutator 

sections - 36. 
Principal winding : N = 72. 

5 - 337 >^ 5- 




' r -^'-i^-y I 



Fig. 269^. 



Each one of the 72 notches receives one wire of the 
principal winding, and two wires of the compensation winding. 
Field magnets : 

, (100 + 6) 60 X 10^ ^^ r^^ ^^^ 

fb ■= = 20,000,000. 

72 X 420 

S/ = 51-6 X 53 = 2,740. 

20,600,000 



B/ 



2,740 



= 7»5oo. 



The field magnets are constituted by four circuits in cast 
steel separated from one another by air-gaps of about 1*3 cm. 
Since the arc of the pole-pieces is 120°, and as the thickness 

25 
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of a single air-gap is 0*635 cm., the strength of field due 
to the armature reactions (see p. 229) is 

B', - 4 ^ 7, ^ 800 I ^^ ^ y^^^^.. 

10 2 (2 X 0-635) + (3 X 1-3) 

whilst we have already found B^ « 7,500. But this calcu- 
lation was only an approximate one, and in all probability 
Bi is smaller. 

Number of turns per field magnet « 1,008. 

Diameter of wire = 2*77 mm. 

Resistance of the two coils grouped in series = 10*7 w. 

Weights. Kgrni.. 



Field magnets, etc 

Parallel windings 

Armature (unwound), together with shaft 
mutator 

Copper for armature circuit ... 

Bearings, brush-holders, etc.... 

Total 



• a • • * 



• • a ■ 



• • • • 



■ • • • 



and com- 



• • • • • ] 



a ft • ■ • 



• • ■ a « « « 



1,817 

i47'4 

1,061 
246-6 
191 

3,463 



Reproaches are often addressed to English makers on 
account of their prejudice for bipolar machines ; on the other 
hand, a marked predilection for multipolar machines may be 
observed in the United States, four-pole machines (similar to- 
that shown in Figs. 230 and 241) being particularly popular. 
An exception to this rule is supplied by the machine shown in 
Figs. 269 and 270, due to the Brush Company, of Cleveland,. 
Ohio. The first of these machines is a generator for tramw:ays,. 
the second is a machine for arc lighting (see p. 248). The 
most characteristic features of the Brush machines are their 
flat ring armatures and their lateral poles. This arrange- 
ment greatly facilitates dismounting of the armature, which 
may be performed simply by removing the caps of the 
bearings, together with the relatively light piece of metal, a. 

The core of the armature is composed of a roll of iron, 
ribbon, which is held in position by radial bolts. The shaft 
is provided with projecting rings for the same purpose. The 
bearings are furnished with adjustable bushes, which are well 
adapted to this machine, although in other forms of dynamo- 
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in which they frequently occur they might be replaced by 
ordinary bushes without inconvenience. 




The bend which may be admitted in an armature shaft in 
a dynamo with external poles is very small: so small, indeed, 

25* 
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that, reduced to the length of the bearing, it will scarcely 
exceed 0*05 mm. to o'l mm. It suffices, therefore, to enlarge 
the bushes so as to admit of this amount of play. 

Another machine of American construction is shown in 
Fig. 271 ; this represents a motor which is made by the firm 




Fig. 270^. 

best known as the constructors of Lundell ventilators. In 
this motor a curious arrangement of magnets, due to Jonas 
Wenstrom, is employed; there is a single central bobbin, and 
opposite poles. As a consequence, the case is in two pieces, 
the plane of separation being perpendicular to the axis. 

This motor is furnished with roller bearings, the rollers 
being placed in slots cut in a bush so as to maintain them at 
the desired distance apart. The pressure transmitted along 
the axis is received on a washer of pigskin. 
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The Stor^ Motor and Tool Company, at Philadelphia, 
construct a similar motor with two field magnets, displaced 
along the same axis, and two central bobbins. 



This latter arrangement presents the advantage of leading 
to the smallest possible value of the total weight of the 
machine ; on the other hand, the weight of copper in the 
tield-magnet windings is nearly doubled. 
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CHAPTER X. 
Weight, Dimensions, and Price of Dynamos. 

A. Weight. 

A comparison between different dynamos can only strictly 
he instituted when their speeds are equal. But as the output 
is, between certain limits (if these are not taken too wide), 
proportional to the speed, we shall here compare the data 
referring to different machines reduced to the values they 
would have had if the speed had been i,ooo per minute 
(specific output, W,.) 

Plate III., which will be found at the end of this book, 
•contains a certain amount of information regarding the 
weights of modern dynamos. It is evident that machines of 
the horseshoe type are relatively heavier than those of other 
•kinds. On the other hand, the excessive weight of the 
Lahmeyer dynamo at once catches the eye, although this is 
not due to the form of the machine, since it may at once be 
seen that the motors for cranes made of a similar form by the 
Oerlikon Company weigh hardly half as much. It is true that 
these motors are in cast steel, and that they are not designed 
to work for long intervals without stopping ; but the Schuckert 
dynamos are also much lighter than those of the Lahmeyer 
type. The explanation of this may doubtless be sought in 
the different temperatures at which the machines work. 
Further, the dynamos in question appear to work with a 
smaller number of wires and a greater field strength, which 
guarantees working without sparking. 

Now, the question of the weight is as important for the 
purchaser as for the maker, since (i) the net profit depends on 
it ; (2) heavy dynamos often possess a smaller degree of 
saturation, and possess disadvantages already more than once 
mentioned. 

Care should always therefore be taken to reduce the weight 
of the machine as much as possible. 
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The curves in Plate III. show very plainly the advantages 
of multipolar over bipolar machines in this respect. 

For this reason some firms only construct multipolar 
-machines for this purpose, even for outputs as low as 
I kw. But, in general, the limits for dynamos of four, six, 
.and eight poles are as follows : 

Four-Pole Dynamos : From 6 kw. to 20 kw. (specific 
•output) ; 

Six-Pole Dynamos : From 100 kw. to 200 kw. (specific 
•output) ; 

Eight-Pole Dynamos : From 200 kw. to 300 kw. (specific 
output). 

In preliminary calculations, especially when the machine to 
be constructed belongs to a series of which many have 
previously been made, the weight of dynamos of a given 
type may be taken as increasing in proportion to the two-third 
j>ower of the specific output, or, in other terms. 

Weight = c . W.^ 

(see equation 37). (c varies between 160 and 200 for dynamos 
with two bearings ; W, is the output for a speed of 1,000.) 

When the dynamo possesses a third bearing, about 15 per 
<:ent. must be added to the total weight. 

The following table gives some data respecting the weight of 
bearings. In this table only the upper part of the journals, 
together with the oil reservoir, is included ; the weight of the 
?trunk varies with the height of the bearing, and must be 
separately calculated. 

Weigh'i of Bearings. 



Diameter of shaft, in millimetres 
Length of bush, in millimetres 
"Weight, in kilogrammes 



30 


50 


100 150 


200 


250 


300 


350 


100 


16s 


330 920 


500 


580 


620 


720 


35 


60 


100 200 

1 


400 


660 


1,100 


1,500 



400 

goo 

2,200 



The weight of the armature is from 12 to 32 per cent, of 
the total weight of the dynamo. In multipolar machines, 
the weight of the armature will be greater relatively to the 
rest of the machine than in other dynamos. 

For an approximate determination, supposing that the 
number of poles increases with the output, according to the 
scheme given above, we may use the following table. 
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Wright of Armaturk. 



Total Weight, in 
Kilogrammes. 



200 

500 

1,000 

2,000 

6,000 



Weight of Arma- 1 Total Weight, in 
tiire. I Kilogrammes. 



12 per cent. 
16 », 

22 

25 



I* 



10,000 

20,000 

50,000 

100,000 



Weight of Arma- 
ture. 



26 per cent. 
28 

32 »i 



The relative weight of the commutator varies so much with 
the current, that no general rule can be formulated. 

For low-tension dynamos (no to 120 volts) the commutator 
weighs about 17 per cent, of the total armature weight. 

Armature Spiders. 

Weight = c W-^^ kgrm. . . . (132) 
In this formula we must substitute for c the following 
numbers : 

For armature spider without spokes (sockets) 

with thin spokes, without ribs... 

with ribbed spokes 

For ring armatures with hub and spokes of cast iron, 
the rim being in bronze 

In the last case, nearly half of the weight must be ascribed 
to the bronze rim. 

Iron Discs. 



99 



ii 



>» 



>> 



3 to 4. 

8 to 10. 

12 to 14- 

15 to 20. 



Weight (in kilogrammes) = 



D' 



TT 



/ y (I - T^) 7-5 



4,000 

== o-oo6 D^ / y (i - 7^) about . • . (133) 

In this formula we designate by y the reduction of the section 
due to interposed paper, as well as slots, etc. 

y = 0*85 to 0*9 for smooth armatures. 
y = o'75 to o 85 for toothed armatures. 

External diameter of armature , ^^v 

(see p. 75). 



T = 



Internal diameter of the same 
Weight of Copper. 
From equation (33), we have 



w 



Weight in kilogrammes = 0*45 -5^ 
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w being the loss of watts due to the resistance of the coppeir 
c =■ amperes per square millimetre. 

Weight of Pulleys. 

The following empirical formula is established by means of 
data relative to a great number of pulleys, varying in diameter 
from o'l m. to 3 m., with an internal diameter attaining as a 
maximum to 23 cm. 

Weight in kilogrammes = c l D^ 

L representing the length of the pulley in centimetres ; 
D „ diameter „ ,, 







Table 


OF Values for c. 






D, in centimetres. 


£ 


D, in centimetres. 

1 


c 


10 

25 

50 


0*00130 

O'OOlOO 

0*00095 
0*00085 


70 
100 
150 
225 


o'oooSo 
0*00076 
0*00073 
0*00070 



The above formula leads to sufficiently qoncordant results j 
the greatest discrepancy between the observed and the calcu- 
lated values will not generally amount to more than ± 15 per 
cent. 

For example, a pulley of 100 cm. diameter and a length of 
50 cm. weighs 0*00076 x 56 x 100- = 380 kgrm. 

Weight of Yoke, 

The weight of the yoke, properly so called, taken apart from 
the base-plate and journals, can be determined with a certain 
amount of accuracy, when the length, L, of the lines of force 
and the section, S, are known, from the formula 

Weight in kilogrammes =» 



(Un 



Ofn •" L^ tn ^ iii •" l-» 9M o 



tr 



m 



m 



m 



m 



• • a . I —'— 

/ 1,0 



2 
000 



In the case where the field magnets are made of cast steel, 
we may replace the coefficient 7*2 by 7*8 or 7*9. 

B. Dimensions. 

The following tables do not refer to special machines, but 
may rather be considered as giving the mean values deter- 
mined from a great number of dynamos. They may therefore 
be of service in designing dynamos. 

W» = specific output in kilowatts. 
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Fig 


272. 
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, 




4 


8 


I. 


w 


30 


50 


75 


100 ISO 


„ 


IJO 






400 












7Ss 




h 


180 


460 


530 




e-w 


720 


7MS 


Mqo 


■•ss 










,8o 


440 




570 
























«w 




1" 


9«0 




1,200 








WO 


400 










88s 


W 




t 


X 


?» 


8^o 


■*> 




i,i«> 


1,300 




'■^5 


1.790 


2,000 


h 


J40 


400 


470 


520 


600 




790 




1.050 




W, 1 


z 


4 


8 


.2 


20 


30 


5° 


75 1 'oo 


'50 


" |230 


290 


340 


410 


470 


55° 


630 


700 


735 j 750 


780 


b ;230 


390 


340 


410 


470 


S50 


620 


( (700)* 


(735) .( ~ 




4i . '5° 


.So 


22s 


280 


320 


380 


430 




(sT) }■ «^° 


910 


4 fs^ 


600 


680 
250 


770 


820 

35° 


950 


'■:s 


r "5 


1.360 1,485 
650 730 


"sso 


/ 55° 
h ■ 150 


720 
.80 


870 

225 


1.060 
280 


<,iSo 
320 


1,340 
380 


1.480 
430 


\ (1,690) 


550 5S0 


1,800 
630 



Overhanging ])ul1ey, 



• The numlwrs Itctween parentheses a 



■w. 


04 


07 


. 


.•5 


3 


5 


8 


- 


15 


iK 


'd 


z6o 

176 
395 


290 
420 


3'o 
445 


3J5 
475 


390 
176 
535 


445 
320 

576 


510 
36S 
640 


585 


635 
450 
720 


6S0 
475 
745 


^45 


275 


290 


J20 


380 


430 


495 


550 


575 


600 


/ 








/ = 


£ + a small q 


mnlily. 










\v. 


.0 


20 i 30 


SO 


75 


,„ 


130 


160 200 


„ 


460 








580 


£10 














620 


670 


725 


780 


860 


930 


970 






330 






400 




470 


490 




h 




470 












675 






IS 




0,0 




720 


780 










•k,<, 


900 


975 


1.06S 


1,150 






',J40 




505 


5JO 


550 


595 


6,0 




790 




970 




1,020 


1,070 


1,120 


1,225 






i,5'o 


1,540 ■ 


T,S90 
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continuous current 
( Dynamoh (Types with Six, Eight, or more Poles), 




w, 


'" 


500 


75. 


1,000 


1 500 


a,ooo 


aroo 


^ 


8,0 


S60 


900 


970 


1000 


1,040 


1,100 




1,030 














* 


S'o 


560 


615 


665 


710 


750 


790 




740 




«4S 


900 






1.050 
















1.500 


d 


1,500 


1,850 


2.250 


2, 600 


3,100 


3.400 


3.600 












2.900 




3.400 


J 


1,700 


1,890 




2,300 


2.580 


2,770 


2,960 




l,S40 


1,700 


2,000 


2, HO 


2,400 


2,600 





C- Caleulation of Cost of Construetlon. 

The following figures must naturally be considered as 
subject to variation between wide limits, according to the 
situation of the workshops and the prices of labour and of 
materials. In regard to the expenditure on salaries and wages, 
it is assumed that several machines are at all times simul- 
taneously in course of construction. When the cost of con- 
struction of a single machine, made by itself, is required, 
we must multiply the prices given by a suitable factor, 
greater than i. Moreover, the cost of patterns for the cast- 
iron parts has not been included in the grand total. 

The cost of construction comprises : 

1, The cost of raw materials, to which must be added rent, 
waste, and cost of carriage. 

2. Wages for manual labour. 



DYNAMOS. 



397 



3. General expenses, expressed generally as a percentage 
of the wages for manual labour. 

The relative weights of different substances used in the 
<:onstruction of a dynamo are roughly as follows : 



Cast iron or cast steel 


.. 70 to 80 


per cent, of total weight 


Wrought iron 


. 3 to 5 


>> 


• 
99 99 


Wrought-iron discs ... . 


8 to 12 


>» 


>» 99 


-Gunmetal 


2 to 5 


99 


>> >> 


"v^opper >•• ... .•> •*• 


8 to II 


>j 


J> >> 



The cost of materials is considered in the following table 
<p. 398). The third column refers to the weight lost in 
machining the various parts, and might be considered worth- 
less, copper wires not excepted. The length of these latter 
should always be taken 2 or 3 per cent, in excess of that 
actually required, whilst the waste cannot generally be used 
for other purposes. 

We should add about 15 to 20 per cent, to the above values 
for rent, breakages, and ordinary waste. 

The total cost of manual labour (in Switzerland) could be 
estimated in the following manner, assuming average wages : 



Kilc^rammes 

Costy in pence, per kilogramme. . . 



250 

4^ 



500 
4 



1,000 
3i 



2,000 

2i 



4,000 

1} 



6,000 



lO,(MX> 



It would be useless to give details of these prices, since the 
cost of certain different operations may vary more than the 
total price given. It would, however, be interesting to know 
the price of winding, which attains to from 20 to 30 per cent, 
of the total price of the dynamo. 

The general expenses will depend entirely on the organisation 
of the workshop, and the importance of the annual establish- 
ment charges. The more perfect the plant is, the more 
important will become the establishment charges ; on the 
other hand, the cost for manual labour will diminish. Whilst 
it used to suffice, in certain cases, to add 100 per cent, to the 
cost of manual labour, in modern workshops from 150 to 180 
per cent. 
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Approximate Cost Prick of Raw Materials uskd in Dynamo- 

Construction. 



Materials. 



Sj)ecific 
Gravity. 



1. Iron. 

(irey cast iron 

Steel castings 

liar iron 

Steel for shafts 

Sheet iron for armatures 
Iron ribbon for disc arma- 
tures 

2. (iCNMKTAL CASTINGS ... 

3. Zinc, in plates 

4. Goiter. 

Drawn wires and bars ... 
St randed copper 

Sheet copper 

Commutator segments ... 
Steel binding wires 

5. Mica, in crystals i^in. by 

Sin 

I n larger crystals 

Sheet micanite 

6. KlJONlTE 

Shaped pieces 

Tubes, unpolished 

7. Amianthus 

In sheets 

In bobbins 

Vulcasbeston, in sheets \ 
,, tubes / 

8. Fibre, in sheets .. 

9. Paper. 

For insulation of anna- 
ture discs 

Presspahn 

Bol>bins shaped from / 
I*resspahn \ 



Loss in 
Machinery. 



72 
7 8 to 7 9 



7 6 to 7 8 

» 



8 3 to 8-8 
70 

8 8 to 9-0 



Approximate Cost Price. 



1 1 



2-8 
ti 





I "3 




f » 




K 


2 


I to 2-8 




f » 




it 




■ » 




If 




It 
1-28 



Per cent. 
6 108 



6 
6 

5 
10 

10 

2 to 3 
2 to 3 



I 



'9s 6d. to 13s. 6d. per cwt. 
Up to 2 cwt. 20s. to 28s. pel 

cwt. Over 2 cwt , 1 8s. 6d. 

to 22s per cwt. 
7s to 9s per cwt. 
1 2s 6d. to i6s. 6d. per cwt. 
I OS. 6d. to 13s. 6d. per cwt. 

Al)oul £1 per ton. 
'8id to lo^d. per lb. 
I7id i^r lb. 

7 id to 9id. per lb. 

8 or 10 per cent more thant 
solid copper wires or liars 
of the same section. 

.j£^66 per ton 

;ioid to IS. 2d. i^r Ibi 

gd. to IS. per lb. 



10 to 20 
10 to 20 



3^' 
:4s. 



6d. to 4s. 6d. i>er lb; 
6d. to 25s per lb. 
9d. to 6s. per lb. 



6s. 3d. per lb. 

4s. 2d to 6s. 3d. per lb. 

5s lod. per lb. 



These 

prices 

var)' 

with 

the 

quality 

of 
ebonite- 
used. 



\ Alx)ut 3S1 4d per lb. 

,3s. 4d. tO'4s. 2d per lb. 
;2!». 3d. per lb. 



2tl. to 3id per lb. 

6d. to 7jd. per lb. 

\3s 5d. to5s. For the former, 

) 4s. 2d. to 8s. 4d. 
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CHAPTER XL 

Recapitulation of Formulae to be used in the Design 

OF Dynamos. 

The difficulty in designing a machine does not greatly 
depend on the calculations properly so called, but more in 
determining in what manner the existing formulae should be 
applied. Before commencing, it is necessary, though difficult, 
to choose from the mass of formulae at our disposal those 
which will lead most quickly to the desired end. 

To facilitate this choice, we will give in this chapter a rapid 
recapitulation of the most important of the formulae deter- 
mined in the preceding pages in the order in which they will 
be needed. 

We are generally given — 

The output, depending on E and C ; 

The speed, n ; 

The commercial efficiency, f. 

Moreover, a series or shunt winding is generally prescribed. 

The remaining data for the construction of the machine 
must be determined. 

When a generator is being designed, we can, if the number 
of poles is not already prescribed, make use of the following 
rule : 

Four-pole dynamos should be constructed when the specific 
output (as previously defined) is greater than 6 kw. to 20 kw. 

Six-pole dynamos should be constructed when the specific 
output is greater than 100 kw. to 150 kw. 

Eight-pole dynamos should be constructed when the specific 
output is greater than 200 kw. to 300 kw. 

The loss calculated on the base of the prescribed com- 
mercial efficiency should be distributed into the separate 
constituents, 

V^a, ^A. ^r, n\n, etC. 
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Wfn should not be smaller than a certain value, since, in 
the contrary case, the dynamo would be too sensitive to 
variations in the current strength and speed. 
The calculations may be divided into 

A. Those relating to the armature, 

B. „ ,, field magnets. 

For the choice of the type of dynamo to be used we may 
consult Plate II. 

The numbers in parentheses refer in every instance to the 
^equations in this book. 

A. AFmatures. 

D = diameter in centimetres. 
/ = length 

I. First Approximation to Exterior Dimensions. 
D - 39^^- . -| = 11-5 ^~~.^- (50) and (52) 
for ring windings. 

D = 32yEC'T „|o VECTT. (51) and (53) 
^ n ^ ^ n A 

for drum windings (see pp. 69 and 70), 

The formulae for drum-wound armatures apply to gene- 
rators and give very good results for machines whose outputs 
are between 15 kw. and 400 kw. ; for smaller machines a value 
of D slightly greater than that obtained by the formula 
must be taken ; for more powerful machines a lower value 
must be used. In the case of motors, we must take E C 
= 746 h.p. We may equally well consult the table of values 
obtained from machines actually made (pp. 78 and 79). 

Verification. — The peripheral speed of the armature should 
not exceed 25 m. to 30 m. 

Dimensions of Wire, 
Approximate section of v^rire = 

C 
S = — tcr^ square millimetres, . . (56) 
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€E — resistance loss (o'02 E to o'o6 E). 
Thickness of insulation (pp. 65 to 68). 

Referring to Fig. 47, and supposing that N' is the number 
of turns for a length Jof Wi, the total number of wires will be 

N = ^ N' ; 

and we must have 

N < 6-37 ^^^^. 

B/ being the density of lines of force in the air-gap. 
S = the air-gap in centimetres, and for fi (see Fig. 126). 

In a similar manner the pole-pieces may also be designed. 

We obtain B/ from equation (10) : 

g E'6o X 10^ p i I . 
' ' nUp bl ' 

in which 

b is the arc of a pole-piece, in centimetres — )8. 

2p 

E' - the E.M.F. = (i + e') E. 

«' = the drop in voltage « 2 e to 3 € (about), when account is 
taken of the armature reactions. 

2. Second Approximation. 



n ^ / E- P^ u, 12 X IQB ^ ^ (J 

(See p. 72.) 

Verification, — Determination of L, the exact length of the 

winding : 

L N C 
Diameter of wire S = qho E r> ^ ^^' ^^' ' ^^^^ 

We must determine whether this winding could be executed. 

Rules for executing a winding (pp. 20 to 35). 

Comparison of drum with ring windings (pp. 35 to 38). 

As the maximum number of commutator sections is equal 

N 
to Nj « — for drum windings, and to N in the case of ring 

windings, we must assure ourselves, particularly in the case 

26 
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I 

of a high-voltage dynamo, that the maximum pressure 
between two commutator section^ 

E 2p 

is not greater than 30 or 40 volts. Eventually, we may 
modify the winding or the number of poles. 

The saturation in the slots of the armature should not 
exceed 16,000 to 17,000. 

3. Determination of the Interior Diameter of the 

Armature. 

(See pp. 75 to 77.) 

4> == ^, — (10)' 

n N p 

Sa 

We have approximately 

Bfl = 14,000 to 16,000 in the case of two-pole dynamos. 
= 12,000 to 14,000 „ four 

= 9,000 to 12,000 „ six 

On the other hand, dynamos actually made give approxi- 
mately the following values for Tj « — ? ; 



99 

ft 



Number of Poles. 



2 

4 
6 

8 

10 

12 



14 0*9 



o'3 to o'4 
0*6 to 0*65 
0*65 to 070 
070 to o*8o 
078 to 0-83 
o*8o to 0*85 



Calculation for Verification. 
Loss of watts due to hysteresis 

Wh = fj Ba^'^ O) V io~^ (34> 



p n 
60 



V « volume of iron in cubic centimetres. 
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In making a more exact calculation, we may determine 
also the hysteresis losses in the slots, and subtract that 
from the loss in the following calculation : 

Suppose that 

Di =• the interior diameter ; 

D = diameter of circle passing through crests of teeth ; 

D' = the diameter of the circle passing through the 

bottom of the slots (D' = D in the case of smooth 

armatures) ; then 

We may find most rapidly by the aid of Table VIII. (p. 414) 
(1 - t) "'« ^ 2^5 0j^ 1 CO ^ ^ 

Table VIII. gives the value of t for any value of A. We 
have approximately t = i - A. 

4. Calculation of the Heating. 

Rise in temperature, in degrees Centigrade « 

225 X (Wa + Wa ) 



Surface (in sq. cms.) 
According to another formula, we have — 
Rise in temperature, in degrees Centigrade = 

645 (y/a + WA ) 



(58) 



T^^y 



Surface (1 + 0'3 >/v) 
V representing the peripheral speed, in metres. 

5. Dimensions of the Commutator. 

These dimensions should be as small as possible. 
For metallic brushes we have — 

Surface for rubbing contact (in square millimetres per 
ampere) =« 

5 ^ about 200 ^ ^ ^j . 

Amperes per line of brushes 

In the case of carbon brushes we will take as a minimum 
13 to 15 square millimetres per ampere. 

26* 



404 continuous current 

6. Determination of Lead of Brushes. 

r T _ D /3 B/ Pi y t , . 

17-2 D,Cu'(I±*')q • * • ^'°^' 

In this formula, we designate by 

y (see Fig. 126), the arc of contact of a brush, in centimetres- 
Dj, the diameter of the commutator, in centimetres, 
w', a coefficient which is equal to 

2*3 in toothed armatures ; 

3 in armatures with half-closed slots ; 
4 to 5 in tunnelled armatures ; 

o'4 in smooth armatures ; 
9, the number of wires per slot; in the case of smooth 

armatures, q = ^=-. 

In generators we must take (i + e), in motors (i - e'). 
The corresponding value of tj will be given in Table XL, 
and we may hence calculate the lead of the brushes 

a - >y M^ + (c + ^)' - M . . . (106) 

(for c, S, and f, see Fig. 126). 
In this equation 

M = ^(L±i2 (107) 

For well-made dynamos we shall have — <o'6; if the 

c 

quotient is greater than 07, the dynamo may be useless, or 

at best will work very badly. 

In the case of motors the angle of lead is smaller than that 

calculated from the above formula; the same thing applies 

to machines with carbon brushes. 

7. Diameter of Shaft.- 

Let us denote by 

dy the diameter of the smallest section in centimetres (this 
will be found between the commutator and the armature) ; 
n, the speed ; 

W, the commercial output in kilowatts ; 
H.P., the commercial output in horse-power. 



DYNAMOS. 



405 



Shaft in Forged Iron. 
20 



d - 20 ;:yi:LP. = 23^ f . . . (xi4> 



Shaft in Steel, 

d = ,8 7mp. = 2iy^ 

V n V n 



(115) 



This formula gives, for dynamos of less than 100 h.p.> 
a diameter slightly too large, and for dynamos below 15 h.p. 
a diameter too small. Compare with table referring to shafts 
actually made. Table for keys, XL, p. 416. 

B. Field Magnets. 

It is now assumed that the armature has been designed 
in such a manner as to satisfy the conditions imposed at the 
outset, and that we have satisfied ourselves, by means* of a 
brief and approximate calculation,- that the dimensions of 
the dynamo are well proportioned. It may be remarked, in 
passing, that this calculation to verify the dimensions chosen 
should never be omitted. It now remains to determine the 
dimensions and winding of the field magnets. 

We will roughly design the field magnets, reserving aa 
approximate space for the winding. As, in general, dynamos 
require from two to four times (or on an average 2^^ times) as 
many ampere-turns as are required in the armature, we will 
suppose, as a first approximation, C,« N,» for the magnetic 

circuit — 2*5, where represents the ampere-turns 

round the armature. 

The approximate space for winding will then be given 
(see p. 321) : 

_ (Ampere-turns per bobbin)^ . / ^ \ 

OO w 

L being the mean length of the winding, in metres ; 
w, the loss in watts per bobbin. 

We must substitute for c a value obtained from the following- 
table : 



Diameter of wire, rf, in mm. 


0-5 


X 


2 


3 


4 


5 and over. 


Rectangular winding c = 
Conical winding c = 


5 
375 


2*9 
2*2 


215 

1-6 


1-86 
1*4 


1-68 
1*26 


118 



4o6 
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When, in this manner, we have determined approximately 
the probable length of the lines of force, we can proceed to 
make a more exact calculation of C^ N^, making use of 
the method employed in obtaining equation (76), p. 154. 



Part of Magnetic 
Circuit. 



Pole-pieces 

Yoke 

Armature . 
Air-gap .... 



Section S 
in sq. cm. 



Leakage 
Coefficient 

¥ or K. 



Density of 
Lines of 
Force, B, 

{)er sq. cm. 



Length 
of Lines 
of Force, 
L, in cm. 



Ampere- 
turns per 

cm. 

Length, 

/(B). 



Total 
Amixire- 

turns. 
Cm Nm. 



Total... 



For ¥, see Table X. (p, 415) ; for k, p. 161 ; for/(B), Plate L 

This table suggests the following observations : 

1. In the case of series-wound dynamos we may deter- 
mine from the E.M.F. — that is to say, from the brush 
voltage + the drop in voltage ( - in the case of motors) ; 
it is the same for shunt-wound dynamos. 

2. In the case of compound-wound dynamos we must 
make two calculations ; we take the flux 0, calculated from 
the brush voltage, for the base of the first (this gives 
the shunt winding), and for base of the second we take 
■0 calculated from the E.M.F. The difference of the two 
values will give the ampere-turns of the compound winding 
(see^p. 197). 

(C N ) N L 
Section of wire S = ^^^*^-^' - ^ square millimetres, 

Nj being the number of coils mounted in series, Cm N^ the 
ampere-turns of one coil, and E the pressure at the extremities 
of the field-magnet windings. In series or compound wound 
dynamos E is equal to the total drop in voltage (e E) ; in a 
shunt-wound machine it is equal to the brush voltage. 

To effect the necessary regulation, the wire should be rather 
thicker in a shunt-wound machine. 
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Number of Turns per Bobbin. 

N— Cm Nm Cm Nm ,>- v 

m — — jr> = >s — . . • • (04} 

Verification. — We should assure ourselves that the windings 
can be performed in the space provided, and when needed, the 
calculations must be repeated. 

Heating of Field Magnets. 

Rise in temperature, in degrees Centigrade, 

^ 335 X Loss in watts per bobb in 
Surface of a bobbin in sq. cm. 

When the dynamo has been calculated out in the manner 
indicated, it is necessary to make a summary of the figures, 
so as to be able to judge at a glance of their relative fitness 
as well as to make it possible for a second person to verify 
them at any time. The following practical hints may not be 
useless in this connection : 

If the dynamo is definitely determined, the given electrical 
conditions, and those which are indispensable in the construc- 
tion, should be written on a detached leaf — similar to that 
given at the end of this book; they should afterwards be 
preserved and classified. The back should be reserved for 
experimental results. It is of course unnecessary to repeat 
results obtained with machines identical in construction. 
On the other hand, when any variation is effected, whether 
in the dimensions or the winding, or even in castings, 
the weights can equally well be suppressed when the 
new machine is of a known type. 

As far as concerns the trials, the following should be 
noted : 

1. The characteristic curve, when the machine is working 
on open circuit, taken in connection with the excitation and 
the voltage, 

2. A certain number of voltage curves obtained with a 
constant exciting current, and a variable strength of the 
armature current. 

3. A measurement of the armature and field - magnet 
resistances. 
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4. The insulation between the windings and the base-plate* 

5. The increase in temperature of the machine after several 
hours* working; whenever this is possible, the increase in 
temperature should be calculated from the resistance of 
the windings. 

6. Observations concerning the formation of sparks and 
the displacement of the brushes should be noted. 
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CHAPTER XII. 

Tables. 

I.— Table or Specific Resistanois.* 

Po = speoifio reeittanoe at 0° G. 
<r = temperature coefficient per V C. 



Sabetanoet. 



Alttminium 

Aluminiam broDze 

Anttmony 

Bjemuth.. 

Brass 

Carbon 

Carbon (retort) 

Constantan (Basse and 

Selve, Altona) 

Copper 

German silver 

Iron 

Kruppine (F. Kmpp, 

Essen) 

Lead 

Magnesium 

Mercury • 

Nickel 

Nickeline (Fleitmann. 

Witte&Co.,Schwerta 

Phosphor bronze 

Platinum 

Sflver 

Steel 

Tin 

Zinc 



A» 



0*03 to 0-05 

0-12 

0-6 

1-2 

07 to 0-08 
100 to 1.000 

40 to 120 

05 
0-0161 to 0-018 

015 to 0-36 

01 to 0-12 

0-85 
0-22 
04 
0-95 
0-15 

0*44 

10 

0*12 to 0-16 

0016 to 018 

0-10 to 0-25 

010 

0-06 



<r. 



0-0039 
0-001 
0-0041 
0-0037 
0-0015 
0-0003 to 0*0008 
40 to 120 

0-00003 
0037 to 00039 

0-0003 to 0-0004 
0-0045 

0-0008 
0-0041 
0039 
0-00091 
0-0057 

0-0002 to 0-00008 

00024 to 0-0035 

00034 to 0-004 

0-0052 

0-0042 

0-0042 



ObsenratioDS. 



58 Cu, 41 Ni, 1 Mn. 
Lazare, Weiller, and 
Co., Paris. 



55 Ou, 25 Ni, 19*5 Zn. 



R = 



8 



P (15). 



p = fH,{l+ct) (16). 



* Taken from " Hiilfebuch fiir Elektrotechnik " by Grawinkel and Strecker, 
fourth edition, Berlin, 1895. 
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II. — Wire Table. 



Diameter. 


SecUoD. 


Weight 
of 1 km. 


Reeistanoe 
of 100 m. 


Diameter. 


SeotioD. 


Wffl>ht 
of 1 km. 


Resistance 
of 100 m. 


mm. 


mm^. 


kffrm. 
069 


ohms. 


mm. 


mm'. 


k(j(rm. 


ohms. 


01 


0*008 


212*892 


3-60 


10*18 


906 


0-16450 


0-2 


0*031 


0-279 


53*298 


3-70 


10-76 


95-6 


0*15604 


03 


071 


0*629 


23*688 


3*80 


11*34 


106*8 


0-14768 


0-4 


0126 


1-118 


13*348 


3*90 


11-95 


106-2 


0*14006 


0-6 


0196 


1-745 


7-545 


4*00 


12*67 


111*8 


0-13348 


0*6 


0*283 


2-52 


6*922 


4*10 


13-20 


117-8 


0*12090 


07 


0-385 


3*41 


4-352 


4*20 


13*85 


123 4 


0*12032 


0-8 


0*503 


4*47 


3-328 


4-30 


14*62 


129*2 


0*11468 


0-9 


636 


5*67 


2-632 


4-40 


16*20 


136-6 


010998 


100 


786 


6*98 


2128 


4-50 


15*90 


141*3 


0*10628 


1*06 


860 


7-69 


1-922 


4-60 


16*62 


148*1 


0*10058 


110 


0-950 


8*42 


1-765 


4-70 


17-35 


154*1 


0*09682 


116 


1*041 


9*20 


1*607 


4-80 


1810 


1610 


0*09212 


1-20 


1131 


10 02 


1-48 


4-90 


18-86 


168*0 


0-08836 


1-25 


1-2-29 


10-88 


1-36 


50 


19-64 


174*6 


0-07545 


1-30 


1*327 


1179 


1*28 


6*5 


23-76 


212 


0*07050 


1-36 


1*431 


12*70 


1-166 


60 


28*27 


252 


0-05922 


140 


1-539 


13-64 


1*081 


6-5 


33 18 


294 


0*05038 


1-46 


1-631 


14*62 


1017 


7*0 


38 14 


341 


0*04352 


1-60 


1*767 


15-67 


0-949 


7*6 


44*18 


392 


0-03788 


1-66 


1*887 


16*80 


0-884 


8*0 


50-27 


447 


0-03328 


1-60 


2*001 


17*90 


0-8272 


8*5 


56*74 


505 


0*0*2962 


1-65 


2138 


19 05 


0-7802 


9*0 


63*62 


567 


0-02632 


1-70 


2 270 


20*20 


0-7332 


9*5 


70 88 


629 


0*02359 


1-75 


:4-405 


21-43 


0-6956 


10*0 


78-66 


698 


002124 


1*80 


2544 


22 65 


0-6580 


10*4 


85 


756 


0-0196 


1*85 


2*688 


23*86 


0-6204 


10-7 


90 


801 


0185 


190 


2*835 


25*24 


0-5922 


11*0 


95 


845*6 


0*0176 


1*95 


2 982 


26*85 


0-5612 


11*3 


100 


890 


0*0166 


2*00 


3-142 


27-90 


0-53298 


118 


110 


979 


0*0152 


210 


3-464 


30-80 


0-4794 


12-35 


120 


1,068 


0-0139 


2*20 


3-976 


33-90 


0-4418 


12-87 


130 


1.187 


0128 


2-30 


4*155 


36*90 


0-4042 


13*35 


140 


1,246 


0*0119 


2-40 


4*524 


40*30 


0-3666 


13*81 


150 


1336 


0*0111 


2-50 


4*909 


43-60 


0*34028 


14*27 


160 


1,424 


0*0104 


2*60 


5-309 


47-30 


0-3196 


14*7 


170 


1,613 


0-0096 


2-70 


6-726 


61-00 


0-2914 


1515 


180 


1,602 


00927 


2-80 


6*158 


64*80 


0-2726 


15-5 


190 


1,691 


0*0068 


2-90 


6*605 


58-9 


0-2538 


15*95 


200 


1,780 


0-00635 


3-00 


. 7*069 


62-9 


0-23688 


16*7 


220 


1968 


00760 


3*10 


7 548 


67 1 


0-22090 


17*5 


240 


2.136 


000095 


320 


8-043 


71-6 


0-20774 


18*2 


260 


2,314 


0-00641 


3*30 


8-553 


76*1 


0-19552 


18*9 


280 


2,492 


0*00596 


3*40 


9 08 


80 8 


0-18424 


19*5 


300 


2,670 


000556 


8*50 


9-62 


85-8 


0-17390 
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III.— Table of Cables (Lazabe, Weiller, and Co.)* 



TiJnnilwW 


Diameter 

of 
each Wire. 

mm. 


Diameter 

of 

Cable. 

mm. 


Solid WireEquivalent 


Weight 

of a 

Kilometre. 

kgrm. 


Reaistanoe 
of a 


of 
Wiree. 


Diameter, 
mm. 


Sectional 
Area, 
mm^ 


Kilometre at 

15-50 C. 

ohms. 


3 
3 
3 


0-508 
0-609 
0711 


1-07 
129 
1-50 


0-86 
1-06 
1-24 


0-585 
0-893 
1-216 


6 

8 

11 


29-07 
20-10 
14-83 


7 
7 
7 
7 
7 
7 
7 
7 
7 
7 
7 
7 


0-508 
0-609 
0-711 
0-762 
0-8.38 

914 
102 
1-22 
1-42 

1 63 
1-83 
2-03 


1-54 
1-83 
2*13 

2-28 
2-51 
2 74 
304 
3-66 
4-27 
4-88 
5-49 
6-10 


1-36 
1-62 
1-90 
203 
2-23 
2-43 
2-71 
3 25 
3 78 
4-34 
4-87 
5-41 


1-423 

2-076 
2 849 
3-242 
3-923 
4-65 
6-77 
8-30 
11-28 
14-73 
18-66 
22-98 


13 

19 

25 

29 

35 

42 

62 

74 

100 

132 

166 

205 


12-43 
8-63 
6-337 
5-525 
4-561 
3835 
3108 
2 158 
1-585 
1-213 
0-959 
0-778 


19 
19 
19 
19 
19 
19 
19 
19 
19 


0-914 

102 

1-22 

1-42 

1-63 

1-83 

203 

234 

2-64 


4-57 
5-08 
610 
7-10 
8-12 
9-14 
10-1 
11 6 
13-2 


4-03 
4-47 
5-35 
6-27 
7-16 
8 05 
8-94 
10-7 
11-6 


12-74 
15 72 
22-66 
30-91 
40-25 
50-96 
62-77 
83-20 
106-30 


113 
140 
201 
274 
358 
453 
659 
740 
945 


1-404 

1 -137 

0-7897 

0-6704 

0*4445 

0-3512 

0-2845 

0*2151 

0-1683 


37 
37 
37 
37 
37 


1*63 
1-83 
203 
2 34 
2*64 


113 
12-8 
14 2 
16-3 
18-4 


10 
11-2 
12-5 
14-3 
16-2 


78-6 

99 6 

122-7 

162-7 

207-7 


699 

885 

1,093 

1,445 

1.847 


0-2274 
0-1797 
0-1456 
01101 
0-0861 


61 
61 


2-.S4 
264 


21-0 
23-7 


18-5 
20-9 


268-7 
343-4 


2,389 
3,052 


0-0666 
00521 
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IV.— Hysteresis Coefficients (17). 
(After Mk. Ch. P. Steinmbtz (see p. 49.) 



Metal. 



••• ••• *•* •• 



• • • • • • 



• • • •• • 



Soft iron wire (Ewing) 
Thin sheet iron ... ... 

(1) Thick sheet iron 

(2) 

Cast steel (aonealed) 

X 00& BceeA ... ... *•.• 

Cast steel of minimam sasoeptibility .. 

Cast iron 

Cast steel (tempered) 



• • • • • • 



••• ■•• ••• ••• 



• • • ■ • • 



• • • 

• • m 
■ • ■ 



• • • 

• •• 
■ ■ • 



0<002 
0-003 
0-0033 
0-0042 to 0-0045 
0-006 
0-0094 

0-oiao 

0162 
00260 



V. — Hysteresis Coefficients (17). 
(From the Experiments of Dr. Hopkinson.) 



Metal. 


Composition and Previous 


^n 




Treatment. 


» 


Cast iron 


• • 




Anneaieci ... *•. ... ... ■.• 


0-00202 


Soft Bessemer steel 


• • • 




0-045 


per cent, of 0, annealed 


00262 


„ Whitworth „ 


• « • 




0-09 


fl fl fl 


0-00257 


»> *f 11 


• • • 




0-32 


ft If fl 


0-0059H 


X fl If 


• « « 




0-80 


II If If 


0-00786 


>l 11 11 


• • ■ 




0-32 


„ tempered in oil 


0-00954 


II II II 


• • • 




0-89 


If fl fl 


0-01844 


Siliceous steel ... 


■ • • 




3 44 


„ of ^t (forg*ed) ... 


O-O0O37 


•• It ••• 


• • • 




If 


„ annealed ... 


0*00784 


If II ••■ 


• • • 




!• 


„ tempered in oil 


0O1242 


Man^aaese steel... 


• •• 




4-78 


„ of ifn(foreed)... 
„ „ annexed ... 


0-05963 


II If ••• 


• •• 




If 


00414^ 


i« ff ••• 


• •# 




8-74 


If II II 


0-06184 


If If ••• 


• •• 




4-73 


„ tempered in oil 


0-06706 


Chrome steel 


• • • 




0-62 


„ of Gr (forged) ... 


0-01179 


fl ft ••• 


• ■ « 




1-2 


II II ••• 


0-01851 


II ff ••• 


« ■ « 




0*62 


„ annealed... 


0-00897 


Grey oast iron ... 


• •• 




3-47 


of (7, 0-17 per cent. 


001826 


White oast iron ... 


• ■ • 


• • • 


2*04 


„ of 0, 0-39 per cent. 












«■ rw ... ... ... 


0-0161^ 
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VI. — Table op Values of rf . B^-', 
(Seop. 49.) 





Value of 17 B^ < 


»for 


B 


Vaineof i^B^-^for 


B 


ri = 0-002 


ij = 0003 


iy = 0004 


ri = 0-002 


V = 0-003 


V = 0-004 


500 


416 


62-4 


83-2 


10,500 


6 432 


8,148 


10,864 


1.000 


126 2 


189 3 


252-4 


11,000 


5,850 


8.776 


11 700 


1,600 


2412 


361-8 


482*4 


; 11,500 


6,282 


9,423 


1-2.564 


2.000 


382*6 


573 9 


766-2 


; 12.000 


6,726 


10,089 


13.452 


2,500 


5464 


819-6 


1,092-8 


1 12,600 


7 178 


10,767 


14.356 


3,000 


731-8 


1,097-7 


1,4636 


1 13,000 


7,642 


11,463 


16,284 


3.500 


936-8 


1,405-2 


1.873-6 


13 600 


8,120 


12,180 


16.240 


4.000 


1,160 


1.740 


2.320 


14,000 


8,(06 


12 909 


17,212 


4,500 


1,400 


2,100 


2,800 


14,500 


9,160 


13.740 


18.320 


5.000 


1.657 


2 486 


3,314 


15 000 


9 614 


14,421 


19,228 


5.500 


1,932 


2.899 


3,864 


15,500 


10,124 


16,186 


20.248 


«,000 


2,222 


3,333 


4,444 


16,000 


10 658 


15,987 


21,316 


e,5oo 


2 522 


3,783 


5.044 


16.500 


11.196 


16.794 


22,392 


7,000 


2,840 


4.260 


5,680 


17.000 


11,740 


17.610 


23 480 


7.500 


3.166 


4,749 


6,332 


17,500 


12,296 


18,444 


24 592 


8.000 


3516 


5.274 


7.032 


1 18,000 


12.868 


19.302 


25.736 


8,500 


3,872 


5,808 


7,744 


18,500 


13 444 


20,166 


26.888 


9,000 


4,244 


6,366 


8,488 


19.000 


14.034 


21,061 


28,068 


9,500 


4,626 


6,939 


9,262 


19 500 


14,624 


21.936 


29,248 


10,000 


5.022 


7,533 


10,044 


20,000 


15,226 


22,839 


30,452 



HysterMis loss =r ^ . B^-« a; V 10 



VII. — Table of Values of X'-*. 
(See p. 76.) 



X 


X0.« 


• X 


X0.« 


01 


261 


0-6 


0-736 




0*2 


0-381 


0-7 


0-807 




0-3 


0*486 


0-8 


0-875 




0-4 


0-677 


0*9 


0-938 




0-6 


0*669 


1*0 


1-000 


» 
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Vin. — Table of Values satisfying the Equation 

(See p. 76.) 



. (1 - r)'-^ _ 



1 + r 



= A. 



A 


T 


A 


r 





1 


0-439 


0-60 


0*086 


0-95 


0*481 


0-46 


0132 


0-90 


0-625 


040 


0-173 


86 


0-571 


0-36 


0-212 


0-80 


0-620 


0-30 


248 


0-75 


0-673 


26 


0-286 


0-70 


0-730 


0-20 


0-323 


0-65 


0789 


0-16 


0-360 


0-60 


0-863 


010 


0-400 


0-65 


0-922 


0-06 



Heooe r = 1 - A (approximately). 



IX.— Table of Values ov 



^ 4-63 

a; = - - 



.0. (. . I), 



(See p. 162.) 





c 


d in GentimetreB. 




0-3 


0-6 


0-9 


1-2 


1-6 


2-0 




2*6 


0-63 


101 


130 


1-64 


1-76 


2-03^ 




6 


0-76 


1-26 


1-67 


2-02 


234 


277 


a = 180° - 


7 6 


0*84 


1-41 


1-89 


2-31 


2-69 


3*24 




10 


0-89 


1-62 


206 


2*62 


2-96 


368 


b 


16 


0-96 


1-67 


2-28 


2*83 


3-32 


4-07 


r 


2-6 


0-72 


1-16 


1-46 


1-70 


1-92 


222 




6 


0-87 


1*47 


1-88 


2*27 


2*60 


3-08 


a = 150' - 


7-6 


0-96 


1-66 


2-14 


2*62 


3-04 


3-62 




10 


1-03 


1-78 


2-34 


2-87 


3-34 


4-04 


V 


16 


1-12 


1-97 


2*60 


3-28 


3-87 


4-62 


f 


2-6 


0-83 


1-30 


1*66 


1*92 


2^16 


2-46 


( 


6 


1-03 


1-67 


219 


260 


2-98 


3*60 


a = 120° i 


7-6 


114 


1*89 


2*61 


3-03 


3-60 


4-16 


1 


10 


122 


2-05 


2-76 


a-34 


3-87 


4-66 


\ 


16 


1*46 


2-28 


3*08 


379 


4-43 


5-38 


/ 


2-6 


0.99 


1*46 


1*72 


1-86 


1-92 


276 


( 


6 


1-26 


2-02 


2*61 


309 


3-50 


4-06 


o = 90° i 


7-6 


1-41 


2*31 


3*03^ 


3-64 


417 


4-90 


1 


10 


1-52 


2-52 


3*34 


4-04 


4-67 


5-66 


V 


16 


1-68 


2-83 


3-78 


4-62 


6-38 


6-6 
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XI.— Dimensions of Ksts. 
(Bee p. 260.) 

System of Jnlee Rdmmele (modified). 

AppUoabla to Habs in Cast Iron or in Gonmetal; in the latter 

most be need. 



tiro keys 



-E^Si^ig 




»/ ti. 



e:^- 





Single Key. 


TwoKqrs. 


Diameter of Shaft. 
d 






a 


b 


a 


b 


» 

mm. 


mm. 




mm. 


mm. 


16 to 20 


5 


7 


4 


6 


21 „ 25 


5 


8 


4 


6 


26 , 


>, 30 


6 


10 


5 


7 


31 , 


» 35 


7 


11 


5 


8 


36 , 


>. 40 


7 


12 


6 


10 


41 , 


>, 45 


8 


18 


6 


10 


46 . 


i» 50 


9 


15 


7 


11 


51 , 


>. 55 


10 


16 


7 


12 


56 . 


,. 60 


10 


17 


8 


13 


61 , 


>i 65 


11 


18 


8 


13 


66 , 


„ 70 


12 


20 


9 


15 


71 , 


1. 76 


13 


21 


9 


15 


76 , 


>. 80 


13 


22 


10 


17 


81 , 


>. 85 


14 


24 


10 


17 


86 , 


»> 90 


14 


25 


11 


18 


91 , 


»> 95 


15 


26 


12 


20 


96 , 


>. 100 


16 


28 


13 


21 


101 1 


•• 110 


17 


30 


13 


22 


111 , 


>, 120 


18 


32 


14 


24 


121 , 


» 130 


19 


34 


14 


25 


131 , 


, 140 


20 


36 


15 


26 


141 , 


*. ifio 


21 


38 


16 


28 


151 , 


>i 160 


22 


40 


17 


30 


161 , 


>, 170 


23 


42 


18 


32 


171 , 


, 180 


24 


44 


19 


U 


181 , 


>, 190 


26 


46 


20 


36 


191 , 


>* 200 


26 


48 


21 


38 


201 , 


>. 220 


28 


52 


22 


40 


221 , 


», 240 


30 


56 


23 


42 


241 , 


» 260 


32 


60 


24 


44 


261 , 


II 280 


34 


64 


26 


46 


281 , 


, 300 


36 


66 


26 


48 
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XII. — Calculation of the Size of Pulleys. 

(See p. 276 ) 
H.P. 



b = c 
H.P. = the number of horse-power traoflmibted ; 



V 



V = the speed of the belt, in metres per second. 
b = the breadth of the belt, in centimetres. 



HP. 

V 


0*15 


0-25 


0-5. 
24 


0-75 


1 
17 


15 
15 


3 
10 


6 

7 


10 
6-5' 


16-7* 


29* 


3.51- 


e 


48 


39 


20 


6 


4-9 


3 7 



* Tramway generator, Westinghoase Company, 
t Steam-engine, J. Farcoc, Sunt-Ouen. 



27 



V-ii^ 







i 




70 



80 



y 240 



200 00 
K 



250 



260 



270! 



280 



290 



700 




J 



n 



■ I 

I 

I 

I I 



I 



1 



\ 




t 



-♦♦- 



\ 



A. 



Accamulators 93 

Charginf? 89, 99 

Rise of Volcage darinfl^ Charg- 
ing 90 

for Tramways 106 

Acbien-Gesellschaft Sachs Electrici- 

tatswerke 269 

Admiralty Regulation 62 

Adt. Gebr 324 

Air-Gap 63, 68. 74. 157. 170 

AliothandCo 284, 302 333 

AUfzemeine Elecbricitacs • Gesell- 

schaft 360 

Almanna Sveoska Elekirieka 

Bolaget 364 

Alteneck, Hefner von 26 

Alternating Current 10, 289 

Amianthus 297, 398 

Ampere's Rule 1 

Ampere-Turns 3 

(Unit) 17 

Amplitude of Undulations 11 

Angle between Two Lines of 

Brushes 23, 31 

Apparatus for Determining Perme- 
ability of Iron 182188 

Fisher-Hinnen's 184 

Hopkinson's 182 

Arc Embraced by Pole-Piece ... 16. 67 

Arc Light Dynamos 2.37 

Field of 81 

Armature — Alteration of 62 

Approximate Dimensions of, 

69.400 
Coils, Time Constant of... 219, 220 
Compensation for Weight of, 

264, 353 
Conductors, Maximum Dia- 
meter of 51 

Discs 50 

Discs, Insulation of 53, 279 

Discs, Thickness of 53 

Dimensions, Exact Determina- 
tion of.^ 72 

Displacement of 262 

Drnm, Advantages and Dis- 
advantages of «.« 37 

External Diameter of 69 

Flat Ring 34, 38 



Armature — Flywheel ....- 35* 

Insulation 305 

Internal Diameter of 7>i 

Losses 44 175, 181 

Reaction 39, 41, 84 85, 227 

Ring, Advantaged and Dis- 
advantages of 36 

Slotted 28. 

Spider 52, 279, 392 

Varnish 66 

Weight of 392 

Armatures, Table of Dimension •• 

and Winding of 78, 79 

Armatures— Smooth, Toothed or 

Slotted, and Tunnelled 36- 

Ventilation of 346 

Weight of 391 

Armature Windings, Force on 18. 

(See also WindiuKS, Shaft, Bear- 
ings, Commutator, Brushes, 
Spider, Cross • Connections, 
Bolts.) 

Arnold 20, 25. 31, 285. 350- 
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pany 277 

Audinoourt ... 49 

Autenheimer 254 

Automatic Regulators 93. 

Auxiliary Poles 43, 231 



B. 

Ball Bearings .^ ^.................^ 270- 

Bars, Copper 65 

Bar Windings 300 

Bearings — Ball .....•..»• m... 2i0 

Collar 273 

Footstep 273 

Losses in 55 

Ordinary 265 

Pressure on 57 

Roller 271 

Bell, Louis 121 

Belts, Dimensions of 276 

Bending of Shafts 257 

Berghausen 127 

xsernsbein *...* ...•»••■••«•.••..•...•.•...• o*^ 

Bessemer Steel 308, 412 

Binding Wires 307 

Blondel, L 23& 

27* 
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B«lt8, iQBulation of 289, 294 

Booster 90 

Bore, Eccentric 25 

Bosanqueb 144 

Brftidinjf 66 

Brakes, Electric ..« 130 

BroRfueb 353 

Brett 13 

Brown 44 

Brown, Boveri, and (*o 285 

Brush 14 

Brush Company 386 

Dynamo 248 

Brashes — Adjustment of 38 

Anf^le between Two Lines of... 23 

Carbon 314 

Contact Surface of 59, 299 

Fixed 10 

Lead of 39. 159. 217 

Lubrication of 60 

Normal Position of 25 

Number of Lines of 13 23 29 

Preflflureof 59, 319 

Brush Holders 312 

Buck 59 

Bushes 267,270 



C. 



Cables 66,411 

Economy in 104 

Hemp 277 

Calculation of Resistance 18 

Calibration of Galvanometer 183 

Capacity for Work ... ». 254 

Carbon — Brushes 314 

Specific Resistance of 409 

Carbonisation of Insulation 66 

Carhart, H. S 239 

Carter, Tremlett 278 

Ca8tin(2fs, Imperfections in 25 

Centrifugal Force, Action of, on 

Commutator Sections 298 

Characteristic Curves 80, 189 

of Motor 110 

Primary and Secondary 85 

Straight Portion of 84 

Tracing 189, 191 

for Variable Speed 207 

Charging Aooumulators 89. 99 

" Chignon " Windings 225 

Chrome Steel 412 

Coefficient — of Friction 58 

of Hysteresis 49,412 

Induction 214-216 

Leakage (Table) 415 

(Temperature) of Resistance, 

19,409 

of Traction 107 

Useful Leakage 160 

Collar Bearings — 273 



Collector 10 

Collectors, Auxiliary 311 

Commutator Sections, Number of . . . 2 1 

Commutators 10. 294 299 

Connection with 306 

Sections 22, 297 

Compagnie de Fives Lille 268, 360 

Compagnie de la Industrie Elec- 

trique 3rW 

Compensation Coils 42, 366 

for Armature Reactions . . .228 233 
(See also Fig. 247, pp. 356 7) 

Connections .323 

Cross 297 

Cooling Surface 61, 6i 

0)x 59 

Critical Velocity 131 

Crosby, O. T li>l 

Cross Connections 297 

Current in Armature O»nductor ... 22 
Current in Short-Circuited Arma- 
ture Coil 212 

Cutler 125 

Cylinder Windings .^3 



Dahlander 365 

Degree of Saturation 81-85 
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Deprez, Marcel 106 

Desroziers 34, 38, 354 

Dettmar 251 

Dimensions of Dynamos 394,396 

Disc Windings 33 

Dobrowolsky, Dolivo 253 
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Drop of Voltage 44, 193 

Drum Windings 10, 26 

Dubs 101 
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Compound-Wound 13, 95, 196 
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of 99 
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rated 126 
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for Electrolysis 352 

for High Voltage 105 

with Lateral Poles ... 280, 375,- 386 

Multipolar 74, 77, 386, 391, 399 

Self-Exciting 13, 126 

Series-Wound 13, 81, 102 

Series-Wound, Reealation of 82 

for Ships 62 

Shunt-Wound 13, 86 
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111. 



Dynamo— Shunt- Wound, Drop of 

Volcagein 193 

Shunt - Wound, with Low 

Saturation 95 

Shunt- Wound, Regulation of, 

91. 197, 200 
for Transmission of Energy, 83, 338 

Dy namos, ClasBification of 63 

Running in Parallel 93. 100 

Small 105 

Dyne 18 



E. 



Easton, Anderson, and Co 378 

Ebert, H 3 

Ebonite 398 

Economy in Cabled ... 104 

Efficiency 69 

Efficiency, Maximum 60 

Eickemeyer .302 

Electrical Brakes 130 

Electromagnet 1 

E.M.F.— in Armature 13 

Back, in Motors 15 

Induced 4 

Erg 17 

Esson 60 

Ewing 47 

Excelsior Company, New York ... 240 



F. 
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Faraday's Rule 6 

Farcot, J 37. 38, 184, 268, 287, 342 
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Cores 320 
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Field Magnets 80, 405 
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Forbes 144 165 
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Losses 55 

Fritsohe 35, 377 
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Fynn, V. A 378 



6. 
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Withdrawal of 103 
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Gradients 110 
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Disadvantages of 36-37 
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Grawinkel 278 
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Griitsch-Miirren Tramway 131 

Gailbert, C. F 125 



H. 



Heating 61 

Hochhausen Dynamo 240 

Hopkinson 144 150, 182. 412 

Horns, Driving 305 

Hysteresis 46 
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Losses 46-50, 413 



I. 



Impregnating Media 66 
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Lives of 127 

Induced E.M.F 4 
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Thickness of 66 
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J. 
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Lines ...., 145 
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Keys 259,416 
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L. 
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40, 159, 210, 344 404 
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Life of Shafts 257 
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Lubrication of Brushes 60 
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Lundell Ventilator 388 



M. 
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Magnetisation — Curve 47 
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CONSTRUCTION OF DYNAMO H&CHINES. 

A Collection of Examples of Construotion, and Caloola- 
tions for the Design of Machines and Apparatus for 
High-Pressure Work. 



PBIOE £1. 18. 

With Twenty -Four Sheets of Drawings, and a iarge number of 

lliustrations in the text 



This work ie translated from the German. The Sheets of Drawings are 
separate, so that they can be used away from the book if neceesary. They 
are printed upon a special paper to stand the wear and tear of praotica> 
work. The Examples illustrated and described are taken from standard 
machines of the best constructors. 



PRACTICAL ELECTRICAL ENfilNEERING. 

Being a complete treatise on the Construction and 
Management of Electrical Apparatus as used in Electric- 
Lighting and the Electric Transmission of Power. 2 Yols. 
Imp. Quarto. 

By various AUTHORS. 
With many Hundreds of Illustrations, PRICE J52. 2s. 

Among the information collected in and written specially for these- 
volumes, are complete monographs by 

Mb. Gibbeat Kapp, M.Inst.C.E., on Dynamos, giving the principles on. 
which the construction of these machines is founded, and a vast- 
amount of new information as to the constructive details. 

Mb. Akthony Reckenzaun, M.Inst.E.E. (the late), who considered the whole 
question of Electric Traction on Railways and Tramways, describing the 
most recent practice and giving exhaustive details not only of the 
mechanism, but of practical considerations which are of the utmost 
commercial importance. 

The above form but a portion of these volumes, which should prove of 
the utmost value to everyone who professes to be an Electric Engineer. 

BIGGS ft CO., 139-140, SALISBURY COURT, LONDON. CC. 



Dynamos, Alternators, and Transfornfiers. 

By GISBERT KAPP, M.Inst.C.E., M.InstE.E. 
Fnl'y Ulnstrated. Price lOs. 6d. 

The book gives an exposition of the general principles underlying the 
constrnction of Dynamo - Electric Apparatus without the use of high 
mathematics and complicated methods of investigation, thus enabling 
the average engineering student and the average electrical engineer, 
even without previous knowledge, to easily follow the subject. 



CHAPTER I.— Definition. Efficiency of Dynamo-Electric Apparatus, etc. 

CHAPTER II.— Scope of Theory. The Magnetic Field, etc. 

CHAPTER III.— Magnetic Moment. Measuring Weak Magnetic Fields. 

Attractive Force of Magnets. Practical Examples. 
CHAPTER IV.— Action of Current upon Magnet. Field of a Current. 

Unit Current, etc. 
CHAPTER v.— The Electromagnet. The Solenoid. Magnetic Permeability. 

Magnetic Force, etc. 
CHAPTER VI. — Magnetic Properties of Iron. Hysteresis. 
CHAPTER VII.- Induced Electromotive Force, etc. 
CHAPTER VIII.— Electromotive Force of Armature, etc. 
CHAPTER IX.— Open-Coil Armatures. The Brush Armature, etc. 
CHAPTER X,— Field Magnets. Two- Pole Fields, etc. 
CHAPTER XI. — Static and Dynamic Electromotive Force, etc. 
CHAPTER XII. — Influence of Linear Dimensions on the Output. Very 

Small Dynamos. Critical Conditions, etc. 
CHAPTER XIII.— Loss of Power in Dynamos, etc, 
CHAPTER XIV.— Examples of Dynamos. 
CHAPTER XV. — Elementary Alternator. Measurement of Electromotive 

Force, etc. 
CHAPTER XVI.— Working Conditions. Effect of Self-induction, etc. 
CHAPTER XVII.— Elementary Transformer. Effect of Leakage, etc. 
♦CHAPTER XVIII.— Examples of Alternators. 



•' We can heartily recommend it." — Electrical Engineer. 

*'A valuable contribution to electrical literature." — Electrical World. 

" Invaluable to the advanced student and dynamo designer." — Electrician, 

'' The reader will find valuable information concerning dynamo design." — 
Jfature, 

BIGGS & CO., 139140, SALISBURY COURT, LO:iX>ON, KG 



ELECTRICAL DISTRIBUTION 

ITS THEORY AND PRACTICE. 

Part I.: By MARTIN HAMILTON KILGOUR. Part II.: 

By H. SWAN and C. H. W. BIGGS. 

Illustrated. Price 10s. 6d. 
PART I. 

•CHAPTER I. — Introduction. II. — Constant-Current (Series) System. Con- 
stant - Current (Parallel) System. Feeders. Distributing Mains. 
Supply to Apparatus at a Variable Distance from the Generating 
Source. III. — Economy in Design. Supply to Apparatus at a 
Constant Distance from the Generating Source. lY. — Miscellaneous 
Problems on Feeders. Distributing Mains. V. — Hypothesis. Calcula- 
tions. Tables. VI. — Examples. Tables of Square Roots. Particulars 
of Conductors. 

PART II. 

CHAPTER VII.— Bare Wire and Modification of Bare Wire. Crompton's 
System. Kennedy's System. St. James's and Pall Mall. Tomlin- 
son's System. VIII. — Practice in Paris. Compagnie d*AirComprim6 
et d'Electricit6. Continentale Edison. Soci6t6 du;Secteur de la Place 
Clichy. Secteur des Champs Elys^es. Halles Centrales. IX. — Cal- 
lender-Webber System. Callender Solid System. X. — Brooks Oil 
Insulation System. XI. — Ferranti Concentric Mains. XII. — Modified 
Systems— Silvertown. St. Pancras Mains. XIII. — Johnstone's Con • 
duit System. XIV. — Crompton and Chamen with Accumulators. 



ELECTRIC LIGHT & POWER : 

Oiving tbe Results of Practioal Experience in Central- 
Station Work. 



Illustrated. Price 5s. 

OHAPTER I.— Evolution of Electrical Engineering: The First Electric 
Light— Subsequent Progress — Electricity in England and Abroad— 
Economics of the Electric Light — Sources of Power — Conservation 
of Enerfiv, etc. II — Motive Power : Coal as Fuel — Plotting Curves — 
Steam Boilers, Engines, etc. — Running Cost of Steam and Gas 
Engines — Dowson and other Gas Producers — Petroleum Oil-Engine — 
Water Power, etc. III. — Practical Laws of Electricity and Magnetism : 
Sources of Electricity — Electrical Units — Calculation of Resistance — 
Conductors and Insulators— Simple and Divided Circuits— Magnets 
and Magnetism — The Magnetic Circuit, etc. IV. — Electric 
Machinery: Generation of Current —Field Magnet and Armature 
Winding — Working in Parallel — Notes on Running — Cost and Output 
of Dynamos — Electromotors, etc V. — Electric Arc and Incan- 
descent Lighting: Illuminating Power of Arcs — Consumption of 
Carbon — Diffusion of Light — Fixing and Trimming — Arcs in 
Parallel — Town-Lighting — Life and Efficiency of Lamps, etc. 
VI. — Distribution of Electric Power: Low-Pressure System — Loss in 
Mains — High-Pressure System — Use of Three and Five Wires — 
Alternate-Current Working — Transformers — Insulation — Testing 
Circuits — Traction Notes — Cost of Electric Energy, etc. 

8IOOS ft CO., 189-140, SALIBBUIIT COURT, LONDON, B.C. 



RAILWAY "BLOCK" SIGNALLING: 

The Prinoiples of Train Signalling and Apparatus for 
Ensuring Safety. 



ILLU8TBA.TED. PBIOE 7s. 6d. 



This is probably the moat complete work on railway signalling that- 
has been issued. The autlior is a practical man, thoroughly conversant 
with his subject, and has treated it from the standpoint of railway 
working rather than from theory. 



From Preface.— *' The subject of signalling in all its branches is a- 
most important one ; and it is because of this importance and the difficulty 
of thoroughly estimating all the requirements in connection with railway 
signalling without an accurate knowledge of details, that the author has- 
included the codes, regulations, and rules under which the work is carried 
out. A glance at the records of the Patent Office speaks volumes for the- 
necessity of a study of detail before undertaking to supply apparatus for 
a given purpose, or to meet such circumstances as have at some time 
given rise to accident. The applicability of apparatus to all circumstances- 
that experience shows may arise is of quite as much importance, or more,, 
than its applicability to circumstances which are the result of neglect or 
inadvertence." 



**An excellent survey of present methods.'* — Birm\nghxim Daily OtizeUe. 

" Should prove of particular service." — Mechanical World, 

*' The author is evidently quite at home in his subject, and gives oats 
and full explanations of a great variety of modifications of the block. 

system It will certainly be found of* value to all students of: 

practical railway business in the outdoor department." — Engineer, 



BIOGS ft CO., 139-140, SALISBURY COURT, LONDON, CO. 



ALTERNATE-CURRENT TRANSFORMER DESISN. 

By R. W. WEEKES, WhitSch., A.M.I.C.E. 
Crown Svo. ninstr^ted. P/ice 28. 

This book is one of a new series intended to show engineers and manuf ac- 
tarers the exact method of using our aoquired knowledge in the design and 
-construction of apparatus. Mr. Weekes has taken a number of different 
types and calculated out fully the dimensions of the various parts, showing 
«ach step in the calculation. Diagrams are given drawn to scale, and a 
•summary of sizes, weights, losses, and costs given at the end of each design. 

At the present time transformers play an important part in high- pressure 
distribution, and it is of the greatest importance that they be constructed 
io give as little loss as possible. 

** This is a model treatise on a subject very seldom satisfactorily handled. 
The principles involved in the desi^ of economical transformers are described 
and illustrated cleverly and dearly. The calculations and formulsd are simple 
And easily applied." — Electrical Beview, 

*' Of interest to all electricians engaged on the alternate -current system." — 
Bngi7ieer, 

*' Well worth the careful attention of engineers in this Important branch 
of electrical distribution. " — Electricity. 

'* An endeavour to describe as simply as possible the principles involved 
in the construction of transformers on economic lines, both as regards first 
•cost and power wasted when working."— i>ai/y Chronicle. 



PHYSICAL UNITS. 

By MAGNUS MACLEAN, MA., D.Sc, F.R.S.E. 

Illustrated. Pri«M 2s. 6d. 

This little book discusses the present state of the subject under the 
following headings: Fundamental Units— Geometrical and Einematical 
Units — Dynamical Units ~ Electrostatic System of Units — Magnetic Units — 
CUectromagnetic System of Units— Practical Electrical Units. 

"A very useful book." — Engineer, 

•* We heartily commend the book." — Aberdeen Journal, 

"The subject has been very carefully and clearly discussed throughout, 
«nd the book is sure to be found of much value to students in physical 
laboratories, and also to those otherwise engaged in the study of mathematical 
physics. ' * — Glasgow Herald . 

*' Will be found of great service to students of natural philosophy. The 
plans by which electrical measurement may be taken are fully explamed." — 
Dundee Advertiser. 

** A handy reference book for the student, the engineer, and the layman." — 
Electricity (New York). 

'*It supplies a want." — Ths Nottingham Daily Guardian. 

** Students of physics will obtain from the text clear and sound knowledge 
of their units of measurement, and to more advanced investigators the book 
will prove a veritable rade mecum." — Nature. 

BIGGS * CO., 189-140, SALISBURY COURT, LONDON, X.C. 



The Principles of Alternate-Current Working 

By ALFRED HAY, B.Sc.(Edin.). 

Lecturer on HUeclrotechnia at the UnivergUy College, Liverpool, 

niastrated with 119 Dlafframs in the Texb. Pries Sif. 



" It is essentially a labour-savini; book, the illustrations and arrangement 
being well adapted to save the reader*8 time.** — EUctrxccd Engineer. 

"We can recommend Mr. Hay's book to all interested in alternate- 
current working/' — Electrical Bevieio. 

"From title-page to index this nnpretentioas little text-book is mach to 
be commended." — Literature. 

** It is a good and timely book." — Electrical World, 

'* This book is without doubt the best of its class.'* ^Z>a»/y Chronicle, 



First Principles of Electricity & Hagnetisi. 

By C. H. W. BIGGS. 

lUoBtrated with about 350 diagrams in the text. Price 38. 6d. 

Second edition (revised) will be ready about end of January, 1899. 



This book is intended for beginners, and is based upon the 
syllabus of the City and Guilds Institute. 



THEORY AND PRACTICE OF ELECTRO - DEPOSITION: 

INCLUDING EVERY KNOWN MODE OF 

Depositing Metals, Frepariog Metals for Immersion, Taking 
Moulds, and Bendering them GonduotiDg. 

3DR- G-. GhOItE, B^.R-S. 



CROWN 8vo. ILLUSTRATED. PRIOR Is. 6d. 




This little work is too well known to need a lengthy description. It has 
long been acknowledged to be the simplest elementary manual on the sabject, 
and Dr. Gore's ability and great care to put his matter clearly is nowhere 
belter shown than in this little book. 

BI008 ft CO., 189-14#. SAI.I8BUBY COURT. LONDON. B.O. 
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THE LOCAL DISTRIBUTION OF ELECTRIC POWER IK- 

WORKSHOPS, &c. 

By ERNEST KILBURN SCOTT. 



ILLUSTKATBD. PrUe ta. 



(I 



. . . this well-informed little book, whioh enters fully into all the 
practical details, is likely to be of service in disseminating nsefal and reliable 
information." — Glasgow Herald. 

*'This is a valuable little work on a very important subject.'* — KlectricoU 
Review, 

" Of considerable service to many as a summary of the present state of 
the art." — Engineer 

"Altogether this is a handy little book." — Electricity. 



ALTEBNATme & INTEBBUPTED ELECTBIC CUBBENTS. 

I 

I By PROF. GEOEGE FOBBES, VLL, F.R S , MJ.CE. 

ninstrated. Price 28. 6d. 



During the early part of 1895 Prof. Forbes delivered a series of lectures 
to the Royal Institution. These lectures were reported at the time ; 
they have been carefully corrected, and now issued as an elementary treatise 
upon this most interesting subject. 



'* There is a good deal in this little book that will interest the student of 
electricity. ' ' — Engimer. 

"The least technical are enabled to grasp the meaning of phenomena 
usually understood only by students of periodic currents." — Electricity (New 
York). 

"The republication of the lectures in a book form is much to be 
commended. " — Electrical Review. 



PORTATIVE ELECTRICITY 

By J. T. NIBLETT, AiUhor of "Secondary Battebies." 

Illustrated. Pdce 28. 6d. 

This is a treatise on the Application, Method of Construction, and the 
Management of Portable Secondary Batteries. 

The Charging Instructions are very complete, and should be of immense 
service to those who use small Portable Cells. 

^'Will be more especially valued for its practical facts and instruc- 
tions." — Electrical Engineer. 

*' Contains much useful and interesting matter," — Glasgow Herald, 
'* The book is written in a popular style." — MecJumicaZ World, 
" May be regarded as a veritable premonition of the dawn of the *' electric 
age." — Liverpool Courier. 

BIOQS ft CO.. 1391M. SALISBURY COU&T. LONDON, S.G. 
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"ELECTRICAL ENGINEER" 

A JOURNAL OF ELECTRICAL ENGINEERING, * 

WITH WHICH IS INCORPORATED 

"ELECTRIC LIGHT." 



(EDITED BY O. H. W. BIGGS.) 
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This Paper is absolutely independent of and uncon- 
trolled by men interested in particular companies. 
These men run papers to suit their own purposes — 
to get early information for themselves, not to give 

information to the Profession. 



Published every Friday. Price 3d. 



Subscription, Post Free, within the United ELingdom ISs. 
per annum ; other places 17s. 4d. per annum. 



For Advertisement Charges apply to the Advertise- 
ment Manager, 

139-140, SALISBURY COURT, LONDON, LG. 
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